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PREFACE 


N owadays substations are vital links in the chain of circuits 
along which electrical energy is transferred from the generating 
stations to the machines and apparatus in which it is utilised to 
produce other forms of energy. 

In the early days of electricity supply—^when energy was used for 
lighting only-distribution was effected from small generating stations 
equipped with steam-engiiie-driven dynamos. At a later stage high- 
voltage generation and transmission of A.C. were inaugurated—largely as 
the result of the genius of Feiranti—and transforming stations subsidiary 
tc the generating stations became necessary for the L.V. A.C. distribution 
which was developed concurrently—but to a limited extent. When the 
practicability and the advantages of high-voltage generation and trans¬ 
mission had been firmly established new generating stations equipped 
with steam turbo-alternators were commissioned ; but many of the D.C. 
stations continued to operate for a long time after this, until over a 
period of years they were gradually superseded by substations taking a 
high-voltage bulk supply from the, then, large and efficient major gener¬ 
ating stations. The substations were usually equipped with A.C.-D.C, 
conversion plant so as to permit utilisation of the existing L.V. D.C. 
networks whenever practicable. Home undertakings adopted A.C. 
distribution when extensions were necessary and then, at a later date, 
proceeded to change over the entire D.C. system, or the greater part of 
it, to A.C. working. At the present time many undertakings supply 
both A.C. and D.C. ; although generally the A.C. load predominates, 
consequently substations are often equipped with plant for both H.V. A.C. 
and L.V. D.C. distribution. The development of the National Grid 
System resulted in the small and inefficient generating stations being 
shut down and their supply areas fed from main substations connected 
to the national transmission network intereomiecting the generating 
stations selected for operation. Prior to the Grid a few power companies 
were already operating extensive transmission networks each separately 
supplied from a number of generating stations running in parallel and 
employing transmission substations for stepping-up the generated 
voltage or stepping-down the transmission voltage. Converting stations 
taking a high-voltage supply and feeding the D.C. conducting systems of 
traction undertakings were in operation in the early part of the century ; 
since then the number of such substations has, of course, increased 
considerably. Present practice favours exclusively the use of D.C. for 
traction service. 
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PREFACE 


At one time the energy requirements of industrial and other large 
consumers were met by giving supphes from the L.V. networks ; or 
sometimes the consumer operated a relatively small generating plant; 
but with the increasing use of electricity for a greater variety of purposes 
many industrial plants had to be given a H.V: bulk supply *in some cases 
to supplement or replace the output of their own generators. To-day a 
number of industrial concerns operate privately modern H.V. generating 
stations and supply systems ; but generally a bulk supply of energy is 
transformed in a main substation and distributed either at low voltage, 
or at high voltage to a number of works substations. Converting stations 
are also frequently required for industrial purposes. 

" Since each substation is designed for a specific purpose, and in accord¬ 
ance with its electrical position in a particular power system, to meet 
the various requirements of the several classes of service, an extensive 
variety of equipment is employed. 

The aim of this book is to give an account of modem substation 
engineering which is sufl&ciently theoretical to appeal to those who are 
interested in the basic principles involved in the design, construction, 
and operation of the various units of equipment, but is at the same time 
practical. For this reason mathematics have been avoided as far as 
possible, but for a complete xmderstanding of the book some knowledge of 
mathematical electrical theory is essential; Elementary principles are 
restated whenever this has been considered necessary, and in con¬ 
nection with circuit-breaking and mercury-arc rectifiers some reference 
to the contemporary theory of conduction in gases and hquids was 
unavoidable. 

. The scheme of the book is to first deal with substations generally— 
in the introductory survey—^mentioning certain subjects which are dis¬ 
cussed at greater length later, and indicating some of the distinctive 
features of each class of substation. Then in the first chapter the 
operation of modern power systems is discussed, with special reference 
to the control of the voltage, magnitude, and direction of the A.C. energy 
flowing in the circuits, in order to demonstrate some of the factors 
deciding the operational characteristics of certain units of substation 
equipment, and also as a matter of general interest. Each subsequent 
chapter deals with a particular class of equipment—or some aspect of it. 
Actually, the book consists of a collection of what may be termed 
technical essays. 

Since in one volume it is impossible to give an exhaustive account of 
all the equipment used in substations, the subject-matter and the illus¬ 
trations have been selected with the idea of giving information about 
the more recent developments and not with the intention of compiling 
a complete theoretical and practical treatise on substatiqn engineering. 
For this reason it may be found that the treatment is somewhat uneven 
as the result of exeluding informatiop that is already available in numerous 
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excellent textbooks, or is not required by those actively engaged in the 
operation, installation, and maintenance of substation equipment. 

In several instances certain subjects, or units of equipment, have 
been discussed and illustrated in two or more chapters from more or less 
different aspects ; but all information on a particular subject can be 
found by reference to the index. 

Certain information has been included by kind permission of the 
Institution of EJectrical Engineers. Further acknowledgment of this 
valuable assistance will be found under the illustrations which are referred 
to in the relevant text. 

The author also wishes to express his appreciation of the assistance 
given by Mr. H. Robertson, A.M.I.E.E., and other of his colleagues, and by 
the following manufacturers : 

A. C. Cossor & Son (Thermometers) Ltd. 

British Electric Transformer Co., Ltd. 

British Rototherm Co., Ltd. 

British Thumson-Houston Co., Ltd. 

Bruce Peebles & Co., Ltd. 

Brush Electrical Engineering Co., Ltd. 

Durastecl Roofs, Ltd. 

Electric Transmission, Ltd. 

English Electric Co., Ltd. 

Ferranti, Ltd. 

Ceneral Electric Co., Ltd. 

Hackbridge EJlectric Construction Co., Ltd. 

Hewittic Electric Co., Ltd. 

Johnson & Phillips, Ltd. 

Metropolitan-Vickers Electrical Co., Ltd. 

National Fire Protection Co., Ltd. 

NewaU’s Insulation Co., Ltd. 

Pyrene Co., Ltd. 

Statter & Co., Ltd. 

Switchgear & Cowans Ltd. 

Walter Kidde Co., Ltd. 


C. H. P. 
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SUBSTATION PLANT AND EQUIPMENT 

Chapter 1 

INTRODUCTORY SURVEY 

F OK economic reasoiijs electrical energy is generated, transmitted, 
and distributed at the highest voltages practicable—^the higher the 
voltage the smaller is the cross-section of the conductors required 
to convey a given amount of energy, and the losses are lower. There 
are, however, other considerations involved—such as first cost and 
expediency. The higher the voltage the greater is the cost of insulating 
the circuits and associated equipment ; additional stages of transforma¬ 
tion may be necessary, and there is the all-important consideration of 
danger to human life. In practice, the voltage employed for a specific 
purpose is such as will best satisfy both technical and economic require¬ 
ments, with due regard to the other factors which may have to be 
taken into account. Among these may be mentioned the necessity to 
reduce the size and number of cables in congested city streets and the 
limitation pf fault cun’ent. 

Fault Current Limitation 

With the growth and intercoimection of power systems the short- 
circuit currents to be dealt with by the switchgear at various parts of 
the system must be limited, otherwise the cost of the equipment would 
be uneconomic. In other words, the cost of switchgear capable of 
interrupting the maximum short-circuit current without undue risk of 
fire and explosion would constitute a disiiroportionate share of the capital 
cost of a power system. By adopting the highest voltages practicable 
the short-circuit current for the same kVA. interrupted is effectively 
limited, and, moreover, the additional stages of transformation which 
may be required also serve to increase the impedance of the system. 
The total impedance between a fault and the source of energy, i.e. the 
combined impedance of all the alternators, transformers, and circuits 
through which current flows into the fault, plus the impedance of the fault 
itself, is the factor ultimately deciding the value of the kVA. to be inter¬ 
rupted by the switchgear, or in some cases the fuses, controlling the 
supply circuits. 

A fault close to a generating station results in a certain amount of 

1 
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voltage decrement, but at the more remote parts of the system the drop 
in generating voltage, if any, is not sufficient to produce any appreciable 
easement of circuit-breaking conditions. 

The present tendency is towards the use of far higher voltages for 
transmission and H.V. distribution than were considered necessary or 
practicable some years ago. llie highest voltage in use for transmission 
is 287 kV.—^that of the Boulder Dam-Los Angeles overhead line ; and 
in Paris a 220 kV. single-core oil-filled cable installation has been working 
satisfactorily for some years. 

Standard Voltages 

In this country the standard A.C. voltages used (apart from other 
non-standard voltages) are : 

{a) Generation : G*0, II, 22, and 33 kV. 

(6) Transmission: 132, 66, 33, 22, and 11 kV. With large j)ower 
systems the first two are often used for piimary transmission and 33, 
22, and 11 kV. for secondary transmission. 

(c) H.V. distribution : 11 and 6-6 kV. 

(d) L.V. distribution : 400 v. bet^\een phases, 230 v. to neutral. 

1).C. voltages of about 230, 460, 650, and 1,500 volts are also in use, 

the last two lieing generally employed for traction systems. The voltages 
standardised are, all things considered, those most practicable for the 
conveyance of energy along the (‘ircuits of the ])articular section of a 
power system for which they are used, as indi(*ated above. In general, 
the voltage or voltages employed for a circuit or a group of circuits 
(in short, a network) depends on either or both the distance the energy 
has to be conveyed, and its bulk. 

Since each range of voltages has a distinct field of application all 
power systems generating at high voltage and distributing at a lower 
voltage consist of at least two networks, and large systems of several. 
Consequently, at points where energy is transferred from one network 
to another these are linked together by transformer substations which, 
apart from effecting the necessary change of voltage, also function as 
centres for controlling, in some way, the energy passing through them. 
When the energy is to be utilised as D.C. convertor or rectifier substations 
are required. 

Classes of Substations 

Substations may be classified according to the purpose for which they 
are used. In practice some substations are equipped for more than one 
,purpose, but it is convenient to classify them as : 

(i) TransforiUer stations for : 

{a) Stepping-up the generated voltage to that of the transmission 
network* 
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(6) Stepping-down the primary transmission voltage to that of 
the secondary transmission network. 

(c) Stepping-down the transmission voltage to that of the H.V. 
distribution network. , 

(d) Stepping-down the H.V. distribution voltage to that of the 
L.V. distribution network. 

(2) Convertor or rectifier stations for : 

(e) D.C. power and lighting. 

(/) D.C. traction. 

In addition there are substations—such as switching stations—^which 
do not come into one of the above classes. 

All A.C. substations are equipped with at least one or more trans¬ 
formers, some form of swiicii- or fusegear for controlling the incoming 
and/or the outgoing circuits, and a certain amount of ancillary gear. 
The extent and character of this, and the capacity, form, and detail of 
the main equipment, are, in general, determined by the duty for which 
the latter is designed. Thus, the equipment of each class of substation 
has certain more or less distinctive features. 

Transmission Substations 

Class (a) transmission s\ibstations are involved in the transfer of large 
blocks of energy from the busbars of the generating stations to the main 
transmission network, c^onaequently the transformers are of high capacity. 
Units of 93,750 kVA. capacity arc actually in use. For controlling the 
voltage, power factor, and loading of individual circuits the transformers 
are usually fitted with oii-load tap-changing gear, or separate equipment 
may be used." j 

High-rupturing-capacity circuit-breakers are essential since the fault 
kVA. to be interrupt/cd can reach extremely high values due to the 
proximity of the substation to one generating station and, generally, its 
interconnection with others via the transmission network. To ensure 
rapid fault clearance, and the minimum degree of disturbance to the 
system as a whole, the fault protection gear, initiating the tripping of the 
circuit-breakers, is of a high-speed type capable of exercising the maximum 
degree of discrimination. 

The higher-voltage windings of the transformers are usually—in this 
country—connected either to the 132 kV. Grid or to a transmission 
network operated by a supply company or authority. Most generating 
stations are connected to both the Grid and a local transmission network, 
through separate substations. In some cases local transmission is 
effected at the generated voltage, otherwise step-up transformer sub¬ 
stations are employed. 

The primary transmission voltage is often stepped-down to that of a 
secondary transmission network for supplying main distribution sub¬ 
stations in areas where it is not economical or expedient to transmit at 
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the higher voltage on account of the low load density. In urban and 
industrial areas bulk supply is given to distribution undertakings—^not 
operating generating stations—^from the main transmission network 
through a step-down substation, which may he located adjacent to the 
main distribution station, or actually on the same site or in the same 
building. These arrangements reduce the length of the secondary trans¬ 
mission circuits to a minimum ; in fact, the secondaries of the transmis¬ 
sion transformers and the primaries of the main distribution transformers 
are often connected to the same busbars. 

Substations in classes (a) and (b) are generally similar as regards their 
equipment, which is generally located outdoors, as the high voltages 
involved do not favour indoor construction. 

Switchgear is mostly of the open-type ; the O.C.B.’s are single-phase 
—^three to each circuit—and isolation is effected by air break switches 
mounted on a lattice structure, or on ferro-concrete supports. Metal- 
clad gear is also used to a certain extent, especially for lower-voltage 
transmission circuits. At step-down transmission substations voltage 
control equipment is often used either for straight voltage regulation or 
load and power-factor control. 

Main Distribution Substations 

The equipment of main substations operated by distribution authori¬ 
ties deptods largely on. the nature of the area supplied in each case. In 
densely loaded city areas the total capacity of the transformers con¬ 
centrated in a main substation may be in the region of 50,000. kVA., 
although the extent of the area covered by the H.V. distribution network 
is less than a square mile. City substations take a bulk supply from a 
transmission network which usually interconnects several generating 
stations, consequently this factor influences the type of switchgear and 
the layout adopted to meet the severe fault conditions wliich may arise. 
For this reason high-rupturing-capacity circuit-breakers are used, and 
complete metallic enclosure of the busbars, busbar selector switches, 
and other pomponents is favoured so as to minimise the risk of fire and 
explosion. Moreover, metalclad switchgear occupies less space than 
any other form of H.V. switchgear of equal capacity ; this is an important 
consideration in city areas where ^ace is limited and extensions have to 
be made to meet growing load demand. Generally the equipment of 
city substations wifi be of an indoor type. Voltage regulation of densely 
loac^i networks is conveniently effected by means of on-load tap-changing 
transformers, or separate equipment, at the main distribution substation. 
In rd^jor substations with H.V. feeders to important industrial substa¬ 
tions the switchgear layout and the type of fault protection employed 
will be such as should ensure a high degree of continuity of supply. For 
suburban and rural H.V. distribution the type of equipment used in the 
main substations will again depend on the nature of the area supplied. 
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In outlying suburban districts outdoor type transformers are often 
installed in compounds and the switchgear located in a small building. 
As the lengths of the H.V. feeders to the transformers supplying the 
L.V. networks are usually widely different, and their load currents 
unequal, voltage regulation is most effectively carried out by auto¬ 
matically controlled equipments located at strategic points of the network. 

Suburban substations are frequently located at places sufficiently 
remote from the generating stations that the impedance of the transmis¬ 
sion system is high enough to effectively limit the maximum possible 
value of the short-circuit kVA. which may have to be interrupted by the 
circuit-breakers. Conf^equently these are often of a different type from 
those adopted in substations where a higher value of short-circuit kVA. 
is available. Truck-type switchgear is often installed when circum¬ 
stances favour its use. In most rural areas the whole system has to be 
designed with the object of keeping the distribution costs low ; in 
consequence main substations are often equipjied with the simplest types 
of units and ancillary gear practicable. The transformers, higher- and 
lower-voltage switchgear may all be of the outdoor class, but sometimes 
it is more economic to use indoor lower-voltage switchgear since generally 
the short-circuit kVA. available is not excessive, jf 

Industrial Substations for H.V. Distribution 

Many industrial power systems are supplied from main distribution 
substations of capacities exceeding those of the substations operated by 
small distribution undertakings, and equipped to ensure the absolute 
maximum degree of security, since the effect of even a momentary inter¬ 
ruption to supply, resulting in the stoppage of the industrial plant, may 
be very costly. Such stations incorporate the most reliable equipment 
obtainable, and in some cases a great variety of equipment is installed to 
meet special requirements. Often in large steel and similar works the 
H.V. feeders from the main substation supply H.V./L.V. transformer 
substations, convertor substations, and large H.V. motors for industrial 
drives. The switchgear required for a plant of this description usually 
includes units of several different types each of which is particularly 
suitable for a specific purpose. 

Low-voltage A.C. Distribution Substations 

Class (d) substations for stepping-down the H.V. distribution voltage 
for supplying L.V. networks may be equipped with one or more trans¬ 
formers, the total capacity of which may be anything from a few kVA. 
to several thousand kVA, Low-capacity substations are usually 
equipped with the simplest of switciigeax or iusegear, or may be simply 
a pole-mounted transformer with a fuse and air-break isolating switdi 
on the H.V, side and fuses on the L.V. side. 

Large-capacity H.V./L.V. transformer substations are commonly 
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employed in industrial plants where the load density is high due to 
local concentrations of motors and apparatus/or for supplying heavy 
current industrial equipment such as large electric furnaces. With these 
special voltage regulating equipment is fitted to the transformer, or 
separate regulators used, for current contro^ The L.V. distribution is 
usually effected by a considerable number of radial (jircuits to the various 
parts of the plant, as by this means a failure of any one circuit results in 
the least interruption of production. In consequence, a distinctive 
feature of many industrial substations is the comparatively large number 
of L.V. circuit-breakers installed to control the outgoing circuits. These 
are, of course, the main circuits supplying a number of branch circuits 
each of which is separately fused. 

Por public electricity sui)ply the L.V. distribution substations consist 
of transformers and switch- or fusegear located in small buildmgs ; 
chambers on consumers’ premises ; pavement pits ; Aiosks j/ and in suit¬ 
able areas, either partially or wholly outdoors with suitable enclosure ”; 
or pole-moimted. In many cases the nuihber of switch- or fusegear units 
installed is reduced to an absolute minimum to avoid unnecessary 
expensUj^ 

D.C. Substations 

The three forms of conversion equipment used in substations associ¬ 
ated with L.V. D.C. networks for public supply are : motor convertors, 
rotary convertors, and mercury-arc rectifiers. The A.C. stator of a 
motor-convertor is wound for direct connection to the high-voltage 
supply, but with rotaries and rectifiers step-down transformers are 
required to obtain the necessary low-voltage supply to the slip rings and 
the anodes respectively. Rectifiers are of either the glass-bulb or steel- 
tank type. At one time small capacity rectifiers were of the former 
type, as vacuum pumping equipment and mercury seals had to be used 
with the steel-tank type to prevent the ingress of air. In recent years 
pumpless steel-clad units for medium outputs have been developed, thus 
combining the advantageous features of both types. 

For supplying three-wire networks motor and rotary convertors can 
be designed for dealing with the out-of-balance current—^if it is not 
excessive—or separate equipment may be used. With rectifiers the latter 
is essential, unless a bank of two or three units is installed. 

Some years ago it was common practice in D.C* substations to use 
large-capacity batteries of accumulators operating in conjunction with 
the conversion plant, but nowadays this is by no means standard practice, 
since in many cases, as the result of changing over to A.C., only a small 
D.C. load remains. This is generally dtie to the fact that it is considered 
more economic to continue supplying D.C.for certain classes of consumers’ 
apparatus than to incur the cost of changing this over. When both 
D.C. and A.C. networks are supplied the conversion plant may be installed 
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in the main distribution substation (which was probably a D.C. sub¬ 
station in the first place) ; or the demand for D.C. may be met by small 
rectifiers on consumers’ premises. 

Most of the D.C. distribution substations equipped in recent years 
are designed for automatic or remote control; in fact, as an alternative 
to changing over to A.C. distribution to meet growing load demand some 
distribution undertakings installed additional non-attended D.C. sub¬ 
stations simply because it was becoming impossible to increase the 
capacity of the main substation or the outgoing feeders, and*/or maintain 
the statutory voltage at all parts of the netv ork. 

For industrial plants D.C. subbtations are often essential. In addition 
to the three forms of conversion equipment already mentioned, these are 
frequently equipped with motor generators. All types of rotating 
conversion plant can be designed to operate with a leading i)Ower factor, 
so that, apart/ from their normal function, they e^an also be used to correct 
a lagging power factor resultiiig from the use of induction motors. This 
may be also correcjted by banks of condensers ; or synchronous motors. 

The equipment of substations supplying D.C. traction systems has 
been develoi>ed along lines which permit of remote control from a central 
control room, this having been achieved with both rectifier and rotary 
substations. Present practice favours the installation of rectifiers, 
which have decided advantages. For traction service conversion 
equipment must be capable of withstanding heavy sustained overloads 
and excessive momentary overloads. D.C. circuit-breakers are designed 
for the rapid clearance of short-circuits on the conductor systems. 

The type of high-voltage switchgear installed for controlling the 
incoming supply of D.C. substations is determined by much the same 
factors as apply in the case of A.C. substations, and the detail of the 
ancillary equipment depends largely on the character of the main 
equipment and the purpose for which it is used. 



Chapter II 

THE CONTROL OF ENERGY IN A.C. SYSTEMS 

T he function of certain items of substation equipment, and the 
factors governing their design, are best understood by considering 
the operation of an electricity supply system as a whole. The 
efficient operation of an extensive system depends upon l)eing abl^ to 
control : the voltage of each network more or less independently ’J the 
division of load between generating stations running in parallel^ the 
loading of individual transmission circuits ; the maximum fault kVA.— 
this implies the limitation of fault current and the rapid disconnection 
of an electrically defective imit or circuit so as to interrupt the excessive 
flow of energy as quickly as possible. 

CJontrol of the energy in an A.C. system is effected primarily at the 
generating stations, but every substation on the system is also, in effect, 
a centre at which some degree of control is exercised over the energy 
passing through it. The nature of the control equipment installed 
depends on the purpose for which the substation is used; thus at those 
stations where the voltage of a network, or of individual circuits, is 
regulated the transformers may be fitted with on-load tap-changing gear, 
^r separate regulators used for the purpose#* Under modern conditions 
the most important item of control equipment is the switch- or fuse- 
gear, which must be capable of interrupting successfully the maximum 
fault kVA. which can flow through the circuit it controls, since a failure 
to do so win result in the disconnection of healthy units or circuits else¬ 
where, and in consequence create a widespread disturbance likely to 
produce interruptions of supply at various parts of the systein/ For this 
reason considerable attention has been devoted in recent years to the 
development of equipment for the control of the high values of fault 
current associated with present-day supply systems/ 

Voltage Control 

Owing to the impedance of conducting systems there is a voltage-drop 
id(mg the circuits. At the substations there are voltage-drops in the 
tmriSFormers additional to those in the circuits. The volt^e available 
at any point of the system is, therefore", the generated "voltage less the 
total IZ drop to that point. Consequently, with fluctuations in the load 
current, and changes in the impedanbe va^^^^ of the networks arising" 
frbm ^ferations in the number of trarSfbrmers or circuits in operation, 
there would be a" wide variation in the voltage of the energy deliveiedlo 
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consumers if the voltages were not regulated to meet changing conditions. 
Distribution imdeitakings have a statutory obligation to maintain the 
voltage of the energy they deliver within specified limits—plus or minus 
6 per cent, of the declared voltage—so that at some point in the system 
the voltage must be controlled to meet this requirement. 

When a system comprises a number of radial feeders of practically 
equal lengths, more or less evenly loaded and supplied from a single 
generating station, if the total voltage drop does not exceed, say, 20 per 
cent, of the busbar voltage, the L.V. network voltage can often be main¬ 
tained satisfactorily by regulation at the generating station. With 
systems supplied from a number ot generating stations running in 
parallel this is not practicable, since it is then necessary to operate the 
transmission network without reference to the maintenance of statutory 
voltage in the distribution networks. In practice, the voltage of the 
transmission network under particular load conditions may be exactly 
opposit^^ to that required at the L.V. network imder the same conditions ; 
that is to say, the transmission voltage may be high at low loads and 
low at heavy loads ; consequently, in most cases, the voltage of the 
distribution system has to be regulated independently, and over a range 
wide enough to allow the statutory voltage to be maintained irrespective 
of the bulk supply voltage. Actually, bulk suppliers are permitted a 
voltage variation of 12^ per cent, above a minimum, and within this 
limit the generating station voltages are regulated to meet operating 
requirements. 

In this country most stations are connected to the Grid, and also to a 
local system, consequently voltage control has to be effected to meet the 
operating requirements of both systems ; and voltage regulating equip¬ 
ment may be installed in the transmission substations for the purpose of 
regulating the division of the total system load between generating 
stations and the transmission circuits, which are also used as inter¬ 
connectors. 

Interconnection of Power Systems 

An interconnector is a circuit connecting two systems, generating 
stations, substations, or networks—^not otherwise connected directly 
together—so that they can be operated in parallel and energy transferred 
from one to the other. Either can be used to supply a part of the load, 
or, in favourable circumstances, the entire load of the other, thus provid¬ 
ing an alternative supply at some part of the system in the event of a 
failure of the normal source. Apart from the technical advantages 
certain financial benefits are obtained by interconnection of generating 
stations. Peak loads can be reduced, and plant load factors improved 
thereby, since heavy overloads can be distributed over the system, and 
the loa^ at the various power stations kept more constant. SmaU, 
relatively inefficient generating stations need only be operated during 
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the hours of peak load, and by this means the large, more efficient 
stations can be operated at their maximum capacity more or less con¬ 
tinuously. It is also possible for one station to deal with the whole of 
the wattless kVA. of the load, so that the stations supplying the true kW. 
will be operating with power factors in the neighbourhood of unity, and, 
therefore, under the most favourable conditions. In the case of a circuit 
connecting two D.O. generators in different stations, each of which is 
supplying an isolated network, energy can be transferred along the 
interconnecting circuit from one end to the other, and one generator 
relieved of load by the other, simply by adjusting the voltage of one or 
both generators so that there is a difference of voltage between the 
two ends of the interconnector. The transfer of A.C. energy into an 
interconnector is complicated by the inductance of the circuit ; a 
difference of voltage between the ends of the circuit will cause current 
to flow, but this will be lagging to some degree ; in other words, the 
kVA. transmitted will be at less than unity power factor, even if the 
power factor of the load is unity, because of the inductance of the 
circuit. 

Consider, for example, a circuit connecting the secondaries of two 
identical transformers in different stations each supplying an equal load 
at the same power factor and voltage. In these circumstances no current 
will flow in the interconnector, since the voltages applied to both ends 
of the circuit are equal in magnitude and, let it be assumed, in phase 
with each other. If the secondary voltage of one transformer is adjusted 
there will be a difference between the applied voltages, consequently 
current will flow along the interconnector from the transformer with the 
higher voltage fo the other ; but owing to the inductance of the circuit 
the current will be lagging with respect to the voltages at both the 
sending end and the receiving end of the interconnector. Thus the 
transformer at the sending end will export kVA. at a lagging power 
factor which will reduce the kVA. loading of the transformer at the 
receiving end. If, however, the value of the wattless current exported 
is greater than the wattless component of the load current supplied by 
the transformer at the receiving end, the surplus wattless current will 
flow aroxmd the circuit to no purpose. On the other hand, if the wattless 
current exported is equal to, or lessdhan, the wattless component of the 
load current supplied by the transformer at the receiving end, this unit 
will be relieved of a certain amount of wattless load, and is therefore 
capable of a greater kW. output. The energy component of the kVA. 
exported also relieves the transformer at the receiving end of the mter- 
connector of kW. loading ; so that it is clear that if the load on this unit 
increases beyond its capacity, the excessive kVA. can be imported from 
another transformer along the interconnector by voltage regulation. In 
practice the inductance of the circuit limits the amount of energy that 
oan be transforred by in-phase voltage oontrol as^ although an inter* 
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connector can by this means be loaded to its full kVA. capacity, the 
energy component may be small and the wattless component excessive, 
so that the resultant circulating currents may increase the temperatures 
of the circuits and transformers to the full load limits, even though the 
kW. loadings are comparatively low. 

For this reason more efficient loading of intercomiectors can be 
obtained in some cases by phase-angle control. This is effected by 
adjusting the phase of the voltage applied to one end of the interconneotor 
relative to the phase of the voltage applied to the other end. By this 
means, although the i.m.s. values of the voltages are the same, there 
will be difference in the instantaneous values of the voltages at every 
point of the cycle due to the fact that one lags with respect to the other. 
Thus, by advancing the pnase of the voltage applied to one end of an 
interccnnector current will flow, but due to the inductance of the circuit 
this wiU lag as before. Since, however, the voltage at the sending end 
leads ti.'e voltage at the receiving end the degree of lag between this and 
the current will be less than that between the voltage and the ciurent at 
the sending end. The power factor of the kVA. received will, therefore, 
be higher than would be the case if the same kVA. were transmitted by 
in-phase voltage regulation. 

The foregoing is a simple statement of a complex problem, which is 
also dealt with below in connection with the parallel oper ation of generat¬ 
ing stations the voltages of which may also be controlled for the purpose 
of transferring energy along intercormectors, and thereby dividing the 
total load on the system so as to secure the efficient loading of individual 
stations and circuits. For controlling the voltage, power factor, and 
loading of each intercormector of an extensive system special equipment 
is installed in the step-up transmission substations. The necessity for 
such equipment will be understood by considering the problems associ¬ 
ated with the operation of a large number of generating stations all 
feeding into a common network and usually also supplying local 
isolated networks. 

An intercormector between two generating statioris is, in effect, 
an extension of the busbars to enable the stations to operate in parallel, 
although complications arise on account of the inherent characteristics 
of the intercormecting circuit and the need to keep the busbar voltages 
at values to meet local requirements. Nevertheless, the fundamental 
principles involved in the parallel operation of two power stations are 
essentially the same as for two alternators in parallel, so that the latter 
problem will first be considered. 

Parallel Operation of Generators 

The electrical output of an alternator operating as an isolated unit 
is determined by the mechanical power developed by its prime-mover— 
usually a turbine. By increasing the excitation the voltage and the 
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current increase, but as the mechanical power developed, with a fixed 
governor setting, remains practically the same the higher kVA. output 
is only available at a lower power factor. The power load can only be 
increased by adjusting the setting of the turbine governor at the same 
time as the voltage ; this must be raised to pick up more load to increase 
the retardation, due to the interaction between the stator flux, produced 
by the main current, and the rotor flux due to the D.C. field, so as to 
prevent the alternator speeding up with increase of torque. The speed 
of the alternator determines the frequency, consequently it must be kept 
reasonably constant. If the mechanical power developed by the turbine 
is increased, without increasing the excitation, the alternator will speed 
up until the generated voltage is raised—as the result of the higher 
speed—^to a value sufficient to pick up more load so that the retardation 
balances the greater torque. 

When two D.C. generators are operated in parallel any desired division 
of load is obtained by adjusting the excitation, since the current delivered 
by either machine is proportional to the difference between its E.M.F. 
and the terminal voltage, which is, of course, equal to the busbar 
voltage. Also, since the speeds of the two machines need not be identical, 
the governors of the prime-movers automatically take care of the change 
in load imposed by the new conditions of excitation. 

With two alternators in parallel the speeds are of necessity identical 
(if the machines have an equal number of poles—otherwise the speeds 
must be such that each machine generates at the same frequency) and 
the division of the kW. is unrelated to the excitations (except in a minor 
degree), but is dependent on the amounts of steam admitted to the 
turbines. In other words, the required division of kW. loading is 
obtained by direct adjustment of the governor settings. In practice the 
governors of machines of equal capacity are given similar settings with 
the object of effecting an equal division of the total load under all condi¬ 
tions ; any increase of load automatically results in the admission of 
more steam to both turbines due to the momentary drop in speed actuat¬ 
ing the governor mechanism ; which also reduces the quantity of steam 
when the speed tends to rise with a decrease of load. Since governor 
mechanisms always differ slightly, due to their inherent mechanical 
characteristics, the power developed by each turbine of a number* in 
parallel will also differ slightly, consequently there will be a tendency 
for the units with the higher torque to increase their speed. 

Considering two units ; the rotor of the one (A) which has the greater 
force applied to its shaft will tend, for an instant, to run faster than that of 
the other unit (B). This results in A’s rotor taking up a position slightly 
in advance of B’s so that A’s voltage reaches its maximum value slightly 
before B’s ; as shown in Fig. 1 (a), where the E.M.F. vector of B lags 
behind that of A. The phase difference between the two E.M.F.’s 
produces a resultant voltage Fab which causes a current (OS) to 
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flow round the 
circuit formed by 
the two units in 
parallel. This cur¬ 
rent lags behind 
Fab by nearly 90° 
and is, therefore, 
nearly in phase 
with the voltage 
of the leading unit 
A whose current 
bccojiies the sum 
of OS and C/2 
OR, assuming that 
each unit carries 
half the load 
initially, while the 
current in B be¬ 
comes the differ- 



(b) 


Fig. 1.—Vector diagrams of alternators tn pahallei. 


ence of OS and (7/2—^that is, OT. Thus the lagging unit is relieved of 
part of its load, and there is also an alteration in the phase of the. 
generated currents which generally favours the recovery of the lagging 
machine, although more so with leading than with lagging loads. 

From the foregoing it is apparent that alternators, once they are 
paralleled, tend to share the load in proportion to the power outputs of 
their prime-movers, and also to maintain each other in step, at constant 
speed, by means of a circulating current flowing round the looj) of the 
stator windings so that the leading machine gives out power which, 
except for resistance losses, is employed in motoring the lagging machine 
so as to equalise the torque on each rotor shaft. 

When the load on each unit is almost equal there is no permanent 
phase difference between the E.M.F.’s as the rotors will oscillate slightly 
relative to each other, but when there is a considerable difference in the 


power developed by each turbine there will be phase difference corre¬ 
sponding to the division of load. If the generated voltages are different 
this causes a circulating current to flow round the machine windings 
(Fig. 1 (6)), so that the load on A becomes OT, which is greater, but more 
lagging that before, while B carries the load OB, The actual power 
loading of the units is unaltered but the machine whose excitation is 
increased carries more of the wattless load. 


Division of Load between Interconnected Stations 

Disregarding the impedance of the interconnecting circuit the above 
discuspion applies equally to two separate power stations, and two 
approximate axioms can be stated: (a) For a power load to be trans- 
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mitted a phase displacement must exist between the two ends of the 
line, (b) For a wattless load to be transmitted a voltage difference 
must exist between the ends of the line. 

Considering, the operation of two interconnected power stations, if 
these are equally loaded and there is no energy flowing in the inter¬ 
connector, when it is required to change the division of load the steam 
supply to the turbines in one station is increased, and reduced in the other. 
The resulting phase displacement produces the voltage difference required 
between the ends of the circuit for the transfer of energy from the leadMg 
station to the lagging station. Again, a sudden increase of load on one 
station causes its voltag'e to lag, and energy is transferred along the 
interconnector. Oppositely, if the load on the station being assisted by 
the interconnection decreases, the angle between the voltages of the 
stations also decreases and less power will be transferred along the 
interconnector. 

Thus, the two stations share the load in accordance with their governor 
characteristics, and the interconnector load adjusts itself to the steaming 
conditions. By adjusting the busbar volts, the station with the higher 
voltage can be made to carry more of the wattless load. Since the load 
on an interconnector is determined by steaming conditions it is apparent 
that any adjustment made to regulate one interconnector will also affect 
the loading of any others supplied from the same busbars ; the circuits 
supplying local load will not be affected—even if they are in the form of 
ring-mains—since they do not connect two separate sources of supply. 
Again, it is seldom practicable to control the power factor of the load on 
the interponiiector by adjusting the station busbar voltages, conse¬ 
quently it is usual to provide apparatus for the independent control of 
the voltage in the interconnected circuit, so that the station voltages can 
be maintained at values to satisfy any local requirements. In the case of 
stations operating in parallel with more than one other statioft, apparatus 
may also be installed for phase-angle control of each interconnector to 
allow an independent adjustment of the load on each. Four classes of 
apparatus are used for voltage and/or phase-angle control: induction 
regulators, step-by-step boosters, on-load tap-ohajging transformers, 
moving coil regulators. The same four classes of apparatus are also used 
for normal regulation of distribution voltages. 

Stability of A.C. Systems 

The interconnection of large systems has brought into greatei; promi¬ 
nence problems of power limit and stability, which depend u^n the 
combined characteristics of the generating plant, load, and interconnect¬ 
ing circuits. A system may be said to be stable if it is capable of main¬ 
taining constant load, or of sustaining a change flat load under any practical 
condition of operation. This definition can be amplified for constant*^ 
voltage system® by stating that the voltage should remain substantially 
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constant during normal operations, and should not be appreciably 
affected by changes in load or circuit conditions. 

In practice small fluctuations in voltage, which do not affect the 
stable operation of a system, are experienced. A further qualification is 
required for A.C. systems with synchronous machines operating in 
parallel; the synchronous machines should remain in synchronism 
during normal operation, and, after any disturbance, should regain 
equilibrium and continue to run in synchronism. The principal types 
of disturbance which occur in a large supply system are load fluctuations, 
switching operations, and faults. A change in the load, or in the con¬ 
stants of the circuit, requires a <^>rresponding change in the load angle 
between the machines. 

The load angle is the anHe batwet n the centre line of the rotor (i.e. the 
axis of the rotor exciting coils) and the component of flux corresponding 
to the terminal voltage. In the case of an alternator the load angle arises 
os the result of the t orque applied to the shaft by the turbine advancing 
the rotor from the true synchronous position, to a position determined 
by the load. Both the stator and rotor fields act as though they were 
rotating magnets, and the attractive force between the two fields tends 
to restore the rotor to the synchronous position. As the output is 
increased, at first, the restoring force becomes greater with greater dis¬ 
placement between the magnets, but later reaches a maximum, and 
diminishes as the distance between the magnets weakens their effect 
upon each other. At this stage the alternator would fall out of step 
with the other machines in parallel, and since the voltages would then 
be of opposite polarity, the unstable machine would be equivalent to a 
short-circuit on the busbars. Returning to the question of stability, 
with a change in load, or the constants of the circuit, the inertia of the 
rotors of the machines prevents the change in load angle taking place 
instantaneously, and as the new angle is approached, it also causes the 
rotors to overswing. The rotors oscillate about the new angle and finally 
regain equilibrium, provided that the first overswing does not cause the 
unstable load angle to be exceeded. 

A switching operation may alter the characteristics of the circuit 
and, therefore, the load and the critical load angle. The equilibrium of 
the system is thus disturbed, and oscillations set up. If the unstable 
load angle is exceeded the system may fall out of step. In practice the 
turbine governor tends to prevent any change in speed; the speed 
variation on throwing off the maximum load is limited by the governor 
to a permanent value of about 3 or 4 per cent, above normal speed, but 
there is a temporary variation from 6 to 10 per cent, due to the normal 
delay in action of the governor. 

Behaviour of Alternators under Fault Conditions 

The effect of a fault upon the stability of the system depends upon 
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whether the normal load on the alternator is raised or lowered. Short- 
circuits between lines will in general have a low resistance, while a single¬ 
phase short-circuit to earth may be of either high or low resistance. A 
low-resistance fault reduces the power transmitted to the system, while 
a high-resistance fault has the effect of increasing the load. If the power 
supplied by the turbine remains constant the additional load under the 
latter condition must be supplied from the stored mechanical energy of 
the system, and all s;>Tichronou8 machines (i.e. rotary convertors, etc.) 
may then act as generators. A three-phase short-circuit near the 
alternator is equivalent to opening the normal load circuit. When such 
a fault occurs the power transmitted may fall to zero. It may be of 
interest to consider what takes place when a number of alternators 
operating in parallel in the same station are subjected to a heavy short- 
circuit close to the station, and with no external reactance Under these 
conditions the voltage at tliq alternator terminals will be reduced to 
practically zero as all the machines will be feeding into the fault, and 
their E.M.F.’s will be entirely expended in circulating the fault current 
around the local circuit formed by the stator windings, the busbars, 
and the short-circuit. 

The current flowing at any instant during the period of short-circuit 
depends, tlierefore, on the impedance of the circuit and the E.M.E. 
available. The effect of the short-circuit current is to reduce the E.M.F. 
rapidly, so that by the time the switch has cleared the fault the recovery 
voltage may be practically zero and the sjmchronising torque of the 
alternators will have disappeared. During the first period of the short- 
circuit the speed of all the machines will fall because the turbines are 
quite unable to provide the excessive energy required to maintain the 
current at its initial value. As the short-circuit current falls, the energy 
required will be reduced very rapidly, and the turbines may actually 
speed up during the latter portion of the short-circuit unless the fault is 
cleared very quickly. 

Factors affecting Transient Stability 

If the sets are identical as . regards inertia they may fall or rise in 
speed equally, but if they are of different sizes the change in speed will 
not be the same. When there are synchronous machines running on the 
system the conditions are further complicated as the inertia of the^se 
machines causes them to act as generators for a short period, and feed 
into the short-circuit. They may also fall out of step owing to lack of 
synchronising torque. When the short-circuit is interrupted by the 
operation of the circuit-breaker the tprbo-altemator will accelerate, but 
not necessarily at the same rate even if the sets are identical, for the rate 
of acceleration will depend on the characteristics of the respective 
governors. It is probable that the various machines will be far out of 
phase, if not fully out of synchronism. 
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After the fault has been cleared, whether normal running will be 
resumed automatically by the alternators coming into step again depends 
on (a) the amount of the phase displacement between the machines, 
(b) the recovery voltage, i.e. the alternator E.M.F. immediately after the 
short-circuit has been cleared. The phase displacement cannot be 
controlled, but it is possible to influence the recovery voltage by rapid 
automatic voltage regulation in conjunction with exciters capable of a 
high rate of response to an increase in their field current, so that the 
alternator voltage rises rapidly to a value sufficient to improve the 
synchronising torque. 

The effect of automatic voltage regulation is, of course, limited 
according to the magnitude of the short-circuit current, as it is not 
practicable to provide exciters to deal with very heavy currents since 
these would be of very large size. 

Effect of Synchronous Plant 

If the voltage of the alternators, at the instant of fault clearance, is 
at such a value that the torque is sufficient to keep them in step, a 
considerable amount of swinging or surging will probably take place 
before they finally remain in step. Here, again, if there is synchronous 
plant running on the system a further factor comes into play, and if 
such plant forms a big percentage of the load it may cause a shutdown 
due to the generators being out of step with the synchronous plants 
although in step between themselves. 

This conditiop is not, however, very likely to occur, as there are few 
cases where the amount of synchronous plant is sufficient relative to the 
capacity of the system. Should the alternators have fallen out of step 
with each other either during the short-circuit or after its removal, i.e. 
when the machines are accelerating, it is uncertain whether they will pull 
into step again. If the difference in speed is small they will probably 
resynchronise, but with a large difference in speed they will nqt synchro¬ 
nise^ and it will then be necessary to disconnect the machines from the 
busbars and synchronise them again. 

Stations Operating in Parallel 

So far only a single station operating on its own network has been 
considered. When there are two or more stations operating in parallel 
the conditions are more complicated. First, it is most unhkely that the 
units in the various stations are similar, and their inertias will therefore 
be different. (The inertia of each unit is, of course, the combined values 
of turbine and alternator.) Secondly, the governor characteristics will 
probably be different, and lastly the interconnecting Hnes affect the 
synchronising torque between the various stations in a way which 
reduces the torque available. For a given phase difference between two 
stations a greater terminal voltage is required to produce the necessary 
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synchronising torque, as compared with generators in the same station, 
l^cause of the impedance of the interconnecting circuit. 

In the foregoing discussion of transient stability the short-circuit 
conditions assumed are the most severe that can occur. Actually much 
depends on the character of the fault and its position on the system in 
terms of impedance ohms. If the short-circuit is some distance from 
the generating station, tlien the current will be limited not only by the 
impedance of the alternators, but by the additional impedance of the 
conc^ctors, transformers, and other apparatus between the station and 
the fault. Modern alternators have sufficient reactance to safeguard them 
even in the event of a dead short-circuit at the terminals. With very 
extensive systems it is usual to increase the total impedance of the syst/cm 
by the inclusion of reactors at strategic i>oints. 

Dissipation of Fault Energy by Circuit-breakers 

Apart from the question of stability it is essential to limit the fault 
currents so as to restrict the mechanical and thermal stresses associated 
with the flow of current through conductors. A complementary factor 
is, therefore, the time taken to clear the fault, hence the need for high¬ 
speed protective gear in conjunction with quick-acting circuit-breakers 
for preventing the maintenance of a condition of excessive energy flow 
leading to both destructive stresses and instability. The circuit-breaker 
is, in effect, the means of dissipating the excessive energy resulting from 
a fault. 

Circuit-breaker Requirements 

Under modem conditions some oil circuit-breakers are required to 
clear circuits in which the fault energy is as much as 1,600,000 kVA. 
This means that approximately 69,000,000,000 ft.-lb. of energy must be 
dissipated at the switch contacts in a fraction of a second. The require¬ 
ments of an efficient circuit-breaker are that it shall carry the normal 
rated current continuously without undue heating, repeate^y make and 
break all currents up to a specified value, and withstand the mechanical 
and thermal stresses associated with these currents without distress, or 
dangerous rise in temperature. Although in discussing the control of 
energy in A.C. systems it is convenient to state that the circuit-breaker 
interrupts the current, this is, strictly speaking, incorrect. 

Actually the current ceases to flow at a point of reversal, and is 
prevented from restarting through the inability of the voltage difference 
between the circuit-breaker terminals to break down the dielectric 
properties of the medium in the gaps between the separating contacts. 
The restoration of electric strength in gaseous media under pressure 
proceeds very rapidly when the current has ceased to flow; hence, the 
voltage difference which is mainly effective in breaking down the gaps is 
that present across the oirouit^breaker terminals during the first few 
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microseconds after the cessation of current. When the current falls to 
zero the voltage available for breaking down the dielectric medium 
between the separating contacts is the normal-frequency voltage plus a 
high-frequency voltage arising from the oscillatory nature of the circuit. 

It has already been shown that the presence of reactance in the circuit 
has the effect of limiting the fault current so that the rupturing duty 
of a circuit-breaker is to some extent determined by the value of the 
reactance ; this also has another effect on the circuit-breaking process. 

Restriking Voltage 

The reactance depends, of course, on the natural inductance of the 
circuit, and it is now known that circuits having relatively high natural 
frequencies, due to low self-inductance and/or capacitance, are more 
difficult to interrupt than similar systems with low frequencies. The 
cause of the high-frequency restriking voltage wave is, of course, the 
presence of inductance and capacitance together in an A.C. circuit. The 
combination is equivalent to an inductance in series with the breaker, 
and a condenser across the breaker terminals. While the contacts are 
closed the condenser is short-circuited and the current through the 
breaker is determined by the inductance. 

The power factor will then be zero lagging, and at zero current the 
impressed E.M.F. is a maximum. If the contacts are suddenly opened 
at a current zero no current is interrupted, but the E.M.F., at its maximum 
value, is suddenly applied to an inductance and a capacitance in series, 
consequently the condenser wall charge up to double voltage and discharge 
back to the supply in the usual oscillatory manner with frequency = 
1 

[27r\/(iC')]’ 

The slope of the first half-cycle of this wave is the measure of the 
rate of rise of restriking voltage which, for a perfect circuit-breaker, 
depends, therefore, on two factors : (a) the natural oscillating frequency ; 
(6) the value of the impressed E.M.F. at the moment of contact separa¬ 
tion. The conditions for obtaining relatively high rates of rise at the 
generating voltage are met when the maximum generating or synchronous 
plant is connected, and when a fault occurs adjacent to the breaker, 
eliminating the modifying effect of additional cables or transmission 
lines between the breaker and the fault. 

Severe rates will occiur with fatilts near breakers in base-load stations, 
if cubicle-type switchgear with short air-insulated connectors to gene¬ 
rators is employed, and especially with moulded stone or masonry 
structure where the effective earth is remote from the busbars. 

Factors inffuendhg Restriking Voltage 

The inclusion of a reactor in the oscillating circuit will still further 
increase the rate, and in combination with the above factors will produce 
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the highest possible rate obtained in practice. The use of reactors at 
substations will also give high frequencies for faults near the reactor, 
and high rates of rise of restriking voltage if ^the reactor represents an 
appreciable percentage of the impedance of the system to that point; 
especially so if high fault kVA. is possible. On high-voltage systems high 
rates will occur with breakers adjacent to transformers, and with the 
fault close to the line side of the breaker. The rate of rise of restriking 
voltage at the power station end will again be more severe than at the 
feeder end, when similar transformers are used. The worst case will be 
that when the minimum length of transmission line is connected to the 
system on the breaker side of the fault. 

Factors tending to reduce rates of rise are the presence between 
generator and fault of lead-covered cables, metalclad switchgear, con¬ 
denser-type busbars and bushings, and the connection of parallel feeders 
not short-circuited by the fault. From measurements made on an actual 
network it was found that the first peak of restriking voltage arising 
under the worst fault conditions will be of the order of 1*5 to 2 times 
the power-frequency voltage, so that it is obvious that the restriking 
voltage gharacteristics of a network can be a factor seriously influencing 
circuit-breaker performance. 

Origin of Faults 

Since the necessity for controlling the excessive flow of fault energy 
in a circuit arises in the first place from the passage of current between 
two or more conductors normally insulated from each other, various 
precautions are adopted against the failure of the insulation of the 
components of a power system. Apart from accidents, faults originate 
as the result of the circuit insulation failing through its inability to 
withstand the electrical, mechanical, and thermal stresses encountered 
during normal and abnormal operation. In addition to withstanding 
the normal stresses continuously, the insulation should be unaffected by 
the transient stresses arising from causes outside the system, and faults 
within the system. 

The two principal sources of excessive electrical stress are the transient 
overvoltages produced by lightning and switching. Of these, the 
former is probably the more important as far as outdoor air-insulated 
circuits and apparatus are concerned. 

Lightning is responsible for the most severe abnormal voltage-stresses 
to which overhead lines, and the transformers, etc., associated with 
them, may be subjected in service. 

Switching surges are, in general, of relatively low amplitude and 
represent comparatively low rates of change of voltage. 

Statistics obtained from observations on high-voltage transmission 
systems over a number of years show that on these systems about 
93-95 per cent, of all surges, originating from causes other than lightning, 
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have crest values less than four times the crest value of the normal work¬ 
ing voltage of the system to earth. Values up to six times normal have 
been recorded, but their occurrence is rare. 

Thus, switching transients can be adequately guarded against by 
correct jiroportioning of insulation, but lightning produces transient 
voltages having both high amplitude and rapid rate of rise. Surge 
voltages caused by lightning are frequently limited only by the electrical 
breakdown strength of the insulation on the transmission line, and 
amplitudes as high as fifteen to twenty times the peak value of the 
normal system voltage to earth are sometimes encountered. In the case 
of overhead systems special protection is, therefore, required. 

Load Stability 

In addition to achieving transient stability of a system by controlling 
the fault energy to prevent conditions leading to widespread disturbances, 
it is also essential to ensure the load, or steady-state stability of a system ; 
that is to say, it must be capable of supplying the maximum possible 
load demanded without any part of the system falling out of synchronism, 

being disconnected through overload. J^oad stability depends largely 
on the maintenance of the system voltage. An alternator operating on 
an induction-motor or synchronous-motor load has a load limit beyond 
which it becomes unstable unless the voltage can be maintained. With 
an asynchronous load an increase in the load current beyond the load 
limit causes the voltage to fall, and, although the load may remain con¬ 
stant, the excitation required is greater. An even greater excitation is 
therefore required to restore the voltage to normal, and in order to 
prevent the voltage falling it is necessary that the excitation should be 
increased immediately at a higher rate than the increasing demand for 
excitation. The excitation response required to restore the alternator 
voltage is therefore determined by the rate at which it tends to fall ; 
this in turn depends upon the time-constant of the alternator under the 
particular conditions of operation. 

With a synchronous load an increase in the load angle of an alternator 
operating above the load limit is cumulative ; the rate of increase 
depending on the inertia of the alternator, and the accelerating torque. 
The latter, which is equal to the difference between the applied torque 
and the torque—in terms of load—which can be transmitted by the 
system, increases rapidly as the load angle widens. The excitation 
required to maintain the system at normal voltage also increases with 
the load angle, and approaches infinity at an angle of 180"^. If the 
excitation can be increased sufficiently at a rapid rate before the angle 
becomes appreciably greater than 90°, stabDity should be maintained. 
Steady-state stability is obtained by operating a system so as to ensure 
that the generating plant on load has a sufficient overload capacity to 
meet sudden demands ; and employing effective automatic voltage 

2 
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regulation of the alternators. In practice the limit of steady-state 
stability is seldom reached, except on very rare occasions, when a bad 
fault trips out a number of generating units and the plant remaining on 
the system is not equal to the load. 

Frequency Control 

Power systems are usually operated, when there are a number of 
generating stations in parallel, by arranging for one station to maintain 
the frequency while the other stations each carry a load allocated by a 
central control from time to time to meet changing conditions. The 
station maintaining the frequency pieks up the excess load as it comes 
on the system, the steaming conditions being adjusted for constant 
speed, and drops load as the total load on the system decreases. Thus, 
the other stations are not required to make sudden alterations to their 
steaming conditions, thereby ensuring that no fluctuations of speed 
occur to produce disturbances in the system. The load on each station 
is, of course, varied in accordance with the load cycle of the system, 
which can be closely estimated. 

So far little reference has been made directly to substations or their 
equipment, the purpose of this chapter being to show the relation between 
a power system as a whole and its substations, which are vital units of 
the system, since their constituent equipment functions to control the 
normal and abnormal flow of electrical energy in the networks associated 
with them, after it has left the generating station. In the subsequent 
chapters various classes of substation equipment are discussed in detail. 



Chapter III 

THEORY OF CIRCUIT-BREAKING 


A lthough circuit-breakers are usually employed for normal 
switching operations each unit is designed to break, or make, the 
^maximum current that can flow in the circuit it contr^r 
short-circuit conditions—when the current is limited only by the inherent 
impedance of the network. fO^cTiit-bi eaking is effected by the separation 
of t wo or more contacts ip such a way that the intervening space is filled 
with a good insulating medium as quickly ahdZc^^s istehtly" ^^ : 

and circuit-making byjbhe rapid closure of the contacts with a definite 
action which ensures ^hat complete contact w3ribe;7nade even when 
there is a short-circuit on. the systemJAjJis faults sometimes originate 
during normal switching-in operations a circuit-breaker has to be capable 
of closing on to the and opening immediately after without sustain¬ 
ing serious damageLi Efficient circuit-breaking is achieved by control of 
the arcing which occuft, even with normal load currents, LJJb arcing 
would take place if the medium between contacts ^ was a ^rfect non- 
c^ductor, for then the current would be intjerrupted imn;>ediately the 
/fhetallicj circuit was broken ; but this is not the case .A 

^Conduction in Dielectric Liquids and Gases 

A current in a metallic conductor is a stream of free electrons (nega¬ 
tively charged particles) flowing towards a point of positive potential. 
Conduction in liquids is due, roughly, to the transfer of electrons from the 
negative to theTpositive elecfrode by ions (charged molecules). For the 
purpose of this discussion a normal molecule (or an atom) may be con¬ 
sidered as constituted of a positively charged nucleus surrounded by the 
same number of electrons as there are units of positive charge. A positive 
ion has less, and a negative ion more, than the normal number of electrons. 
In liquids containing positive and negative ions a current will flow, 
if a potential difference exists across the space in which the ions are 
situated, because of their movement under the influence of the electric 
field. The charged mokcules act as current carriers bridging the space 
between the electrode^, j Each ion is attracted to the electrode of opposite 
polarity, but only a proportion of them complete the journey Owing to 
the processes of re-combination and diffusion. yOppositely charged ions 
attract one another and re-combine to form nemral systems which are no . 
longer effective in conduction. The rate at which re-combination pro¬ 
ceeds depends on the number of collisions ^between oppositely charged 
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ions. With the removal of tlie electric field tlie current Q©ases and re¬ 
combination proceeds until the ions have disappeared., fDe-ionisation 
also occurs by the diffusion of ions to the sides of the ei3^i3t>sure. ‘ The 
(H)nductivity of a licpiid depends on the degree of ionisation, i^^. the 
number of ions y)resent, and the value of the current flowing on the rate 
at whicli ions reach the electrodes, ^'onisation’of insulating oil is due to 
disso ciationj jf th e impu rities present.~~ 

A current in a gas is a stream of electrons-^as in metals—which are 
emitted from the negative electrode (cathode) t but the conductivitj^ is 
due initially to the presence of free electrons l)etween the electrodes. In 
an elec^tric field the electrons are accelerated towards the anode and collide 
with gas molecules, which they ionise by detaching electrons ; thus 
positive ions and more free electrons are produced. With low field 
strengths re-combination of the electrons and ions, and diffusion, occur 
as in liquids. 

Arc Formation 

With an electric field approac^hing the breakdown value, ionisatio n of 
'a gas results in^ectrcin ^enj^^ tlm cathode due to photo-electric 

aSioiriihd positive-ion j)pnibardment.^ A spark passes between the 
electrodes when the current rises from an extremely low value to one, 
of the order of amperes, sufficient to produce intense luminosity by radia¬ 
tion of visible and ultra-violet rays. \ 

Breakdoym of dielectric liquids tegini^ when, at a critical voltage, 
ionic conduction increases rapidly ; ^ut sparkover actually occurs in a 
gaseous path formed between the electrodes, and the mechanism of final 
breakdown is similar to that operating in gases. In liquids, at low 
potentials the current is minute, ,as most of the ions re-combine because 
of their relatively low velocity, ^ice the velocity of the ions is directly 
proportional to the strength of the electric field, as this increases, a lesser 
number of ions re-combine on their way to the electrodes and the current 
increases. <,A maximum steady value of the current is reached when the 
slectric field is sufficiently strong to remove all the ions before appreciable 
re-combination can occur. ) Even though the potential be increased 
greatly the current remains constant, but at a certain critical potential 
ffie ions are moving with sufficient velocity to ionise th^ neutral molecules 
vith which they collide, thus yuoducing fresh ions, the rate of ion 
Droduction at this stage exceeds the rate of re-combination the effect 
s cumulative, the current increases very ranidly and free electrons are 
emitted from the cathode to form a spark. Sustained arcing o cc urs on ly 
f-the regis^ of the circuit is low enough to j^e^it a su lfeTenF 
sUrrent to imtintain the eleetro-physical actions causing electron emission. 

TiOWever;"the heat generated^y the passage of the current through 
he electrodes volatilises material from these to form an easily ionised 
apour—^in other words, a path of low resistance—^the potential required 
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to^ luamtaiii the arc is considerably lower than tlmt pro¬ 

cesses causing sparTtoVer.— 

During the closing of contacts, alth ough ar cing oc curs, this is n ot, 
of course, maintaioisd — dria to contact being ma de. With con¬ 

tacts operating under oil the action of the initial s]:)ark on the oil produces 
gases, so that the subsequent arc is a stream of free electrons through 
ionised gases. Normally, the arcing period when closing is short ; but 
with contacts breaking circuit in oil, although at the instant of sej)aration 
conditions are similar to those existing wlien making, the unavoidable 
persistence of the arc for a fraction of a second complicates the breaking 
y)roces8 because of the highly ionised gases and vaj)ours being formed and 
the caj:bonisation of the oil t aking ])la(e during the arcing j)eriod. 


r terruption of Circuits by Diminution of Current 

When a circuit js broken, while arcing })ersists (.*urreut contmues to 
fldW in the circuit). Electrons must, therefore, be leaving one con¬ 
ductor and moving ‘across the break to the other, since tluyarc-current 
consists of a stream of electrons emitted from the cathode^ Tlie initial 
sparkover is due to the electro-physical actions rcsultin^from the 
acceleration of the free electrons present in the gap at the instant of 
contact separation f^but once struck, the arc—which is made up of both 
electrons and ions—4s self-sustaining, in the absence of factors causing a 
diminution of the current. From the cathode there is thermionic emission 
due to the formation of an intensively hot spot at the arc-root, And 
photo-electric emission due to the radiation energy of the arc.(l\> 
interrupt a cii’cuit it is, therefore, necessary that there should l^a 
diminution of current so as to extinguish the arc and thus stop emission 
from the cathode. 

In is extinguished by elongation ; which in¬ 

creases Its resistance sci^hat the current is reduced progressively. 


Circuit-breaking 

[With A.C. breakers the occurrence of a current zero every half-cycle 
fes a periodic arc exti^icj^ion ; but final interruption is not secured 


at the first current zero, 
mined by the potential 


The arc restrikes a xiumber'of times—deter- 
iient across the gap, and its conductivity, 
subsequent to each current zero.'^ Ionisation of the dielectric is main¬ 
tained by the intense heat of tlye arc causing thermal agitation of the 
molecules, and by other processes. Final extinction of the arc at an 
early current zer<f depends on the rapid decrease of the conductivity of 
%e arc-path. 

In practice, conductivity of the arc-path is decreased 
means ; for the present consider A.C. circuit-breaking in a gas when the 
restoration of the dielectric strength depends on natural de-ionisat\)n. As 
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contact separation commences ionisation of the gap begins, due to the rm- 
i cmic emission from the n egative contact. Since the faces ofthe contacts 
are not perfectly smooth the final separation is at one or more points 
on the surface. There is a local concentration of current, the density 
rises and the metal heats to a temperature dei}ending on the total current 
flowing. From the hot points electrons leave the metal and enter the 
gap, but. initially, they do so gently. This is the first stage in any break 
of circuit. Once the electrons are free in the gap, if the field is strong 
enough, they are accelerated to a velocity producing sufficient ionisation 
of the dielectric for the arc to strike. 

Prior to the arcing period metallic vapour is already being formed to 
a degree depending on the heat-dissipating capacity of the contacts. 
When the arc strikes the production of vapoui* increases greatly, and a 
low resistance path for the flow of arc current is provided by the formation 
of an easily ionised medium. As the current approaches zero the condi¬ 
tions for ionisation become less favourable so that the rate of ionisation is 
decreasing. At some instant before current zero the rate of re-combina¬ 
tion may become equal to the rate of ionisation, and thereafter exceed 
it. From this instant the mixture of gas and metal vapour in the gap 
must become less conductive and attain increasing electric strength. 
The potential gradient building up across the gap after the arc extinction 
will increase the production of electrons and ions by collision and may, 
together with thermal ionisation in the still hot gases, be responsible for 
a higher rate of ionisation than re-combination, thereby leading to a 
restriking of the arc until the next current zero. 


Table I. —Pekfobmance of Modern-type O.C.B. with Explosion Pots 


Line 
Voltage t 
kV, 

Breaking 

Currentf 

Amps, 

Single- 
phase, 
kVA, 

Dura 

Half^i 

Of Short- 
circuit 

tion, 

cycles 

_ 

Of Arc 

Length 
of Arc, 
Inches 
per Break 

Pressure in 
Expla- , 
sion Pot , 
Lb.jsq, in. 

1 

1 Average 
kV, per 
\ Inch of 
\ Arc kV, 

7-5 

18,000 

135,000 

7 

13 

2-5 

1 

376 1 

1 . I 

1-6 

7-6 

18,000 

136.000 

6 

10 

1-8 ' 

1 

224 

218 

7-6 i 

19,000 

142,600 

6 

1-9 

38 

488 j 

0-98 

7-6 

19,000 

142,600 

8 

12 

20 

240 

1*87 


-When the rate of re-combination is sufficient to produce, in the short, 
interval of time available, an electric strength between the contacts that 
will withstand the maximum potential applied, the arc will not restrikey 
The foregoing is a general account of the circuit-breaking proces<S^ 
preliminary to a detafled discussion, in subsequent chaf)ters, of^he 
principles and operation of various types of interrupting devices./ In 
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all these, however, the basic princij)le involved is that of building up the 
electric strength of the medium in the break faster than tl>e rate of rise 
of the restriki^g voltage, in the shortest time practicable. 

Factors affecting Circuit-breaker Performance ^ ^ 

The problems associated with the design of circuit-breaking devices 
to meet the high-rupturing duties required under modern conditions are 
considerable, since their performance may be affected by several factors. 
Among these is the rate of rise of restriking voltage which canpot be 
determined precisely as, not only does it depend on the characte:^stics of 
the associated network, but it is also modified by the arc itself. ^-Again, 
at the higher voltages leakage current due to the capacitance of the circuit 
may also influence the brea>klng process. / 

When dealing with heavy currents the performance of a breaker may 
be affected by electro-magnetic forces between current-carrying parts. 
If these form a ‘‘ loop circuit, since conductors in which current flows 
in opposite directions repel each other, and vic^ versa, there will be forces 
tending to bend the fixed members and throw off the moving member. 
Apart from forces acting on the assembly as a whole, there is a tendency 
for certain forms of contacts to he blown apart, due to current flowing 
through the body of each contact of a pair in different directions. This 
is l)ecause, as it is impossible to produce dead-true faces, contact surfaces 
touch only at a number of points or lines, to which the current flow con¬ 
verges in one contact and diverges from in the other. Thus as the result 
of the change in the direction of current flow there is mutual repulsion 
between the faces. The blow-off forces l)etween some forms of air-break 
contacts are considerable, due to the effect of the surfaces being pinched 
together so that current passes up the body of one contact and down that 
of the other, the arrangement forming two mutually repelling conductors. 

In consequence of the factors influencing circuit-breaking the duration 
and effects of the arc vary even when equal currents are interrupted in 
identical circumstances. This is shown by the data in Table I, which 
relates to an O.C.B. with a modem form of arc control device shrouding 
the contacts. The inconsistent performance, although not critical, is 
appreciable, and the type of breaker concerned is generally more con¬ 
sistent than the so-called plain-break type ; so that it is clear that in 
selecting a breaker for a particular duty due regard must be given to 
operating conditions. That modem circuit-breakers do achieve a high 
standard of performance is a significant proof of the attention devoted 
to their manufacture. 
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OIL CIRCUIT-BREAKERS 


[rriHE basic components of an oil circui^breaker are the fixed and 
I moving contacts operating under oil.^ ^Contacts may be classified 
^ ‘ as either “ plain ” or “ shrouded/' although, as in practice both are 
sometimes used in combination, the classification may only apply as 
between arcing contacts. These close in advance of the main contacts 
and open after them, thus relieving the latter of the making and breaking 
duty ; the main contacts being designed for the sole j)urpose of carrying 
the normal current continuously and thro ugh-fault currents for a few 
seconds. Normally, both arcing and main contacts conduct in parallel. 
Some types of breaker do not employ special arcing contacts. In this 
discussion contacts ” implies those which are utilised for the purpose 
of arc control. 

Shrouded " contacts are so called because they operate within a 
pot distinct from the main tank, or other form of oil container enclosing 
all three phases, or each phase separately. ‘‘ Plain " contacts are en¬ 
closed only by the tank common to the three phases, or each phase, in 
the case of single-phase units ; although specially designed chambers are 
sometimes used to enclose plain contact systems for the purpose of 
effecting arc control similar to that obtained by some forms of shroud. 


Curcuit-breaking in Oil with Plain Contacts 


Lurcu 

'OTn 


oil circuit-breakers arc control is effected by de-ionisiiig the gases, 
or by rapidly removing them and substituting frei^h oil. Actually both 
de-ionisation and substitution occur together, but one of thte actions wil^ 
predominate accordiim to the particular arc control method employed.O^ 
^ Despite its namdljme plain contact type of oil circuit-breaker without 
special arc control arrangements is % reWity a device for extinguishing 
an arc in a gas bubble, which is produced by the action of the arc on the 
oil. Since the arc temperatiu’e is in the region of 3,000° C., very rapid 
and violent changes occur through the decomposition of the oil in the 
vicinity of the arc, various gases being formed—mostly hydrogen and 
acetylene. As the gas is surrounded by oil a gas bubble is formed 
around the arc between each pair of contacts. The gas bubble is highly 
conductive, because the intense heat dissociates the hydrOjgen and ions 
are produced, the process being termed thermal ionisation." Thus in the 
case of the plain contact breaker, as no special arrangement is made to 

28 



OIL CIRCUIT-BREAKERS -59 

forcibly remove the ionised araj^oducts, arc control is largely dependent 
on the de-ionisation of these 

^ter each current zero the arc restrikes only when there are sufl&cicnt 
electrons j)resent between the contacts, and the potential gradient, i.e. 
the volts per unit length of break, is such that the electrons and ions 
attain a velocity high enough to maintain the phenomena causing emission 
from the cathode. Thus to create conditions unfavourable to restriking, 
diffusion and re-combination of electrons and ions must occur, together 
with : cooling of the contacts to prevent tliermionic electron emission ; 
and cooling of the gas bubble and the surrounding oil to reduce thermal 
ionisation. By compressing the gas bubble tlie electrons and ions are 
brought into closer association, consequently the rate of re-combinatio^ 
varies directly as the pressure. CooUng the gas decreases ionisation due 
•"to molecular collisions by reducing the velocity of the molecules. Com¬ 
pression of the gas is effected by the oil in the tank opposhig the expansion 
of the gas bubble ; but it is essential that there should be an air cushion 
above the oil to permit its uj>ward movement. 

Apart from the necessity of high pressure for the purpose of de¬ 
ionisation, the size of the gas bubble around ^ach pair of contacts must 
also be restricted to prevent the bubbles bridging the phases, or forming 
a path to earth. The final size of the gas bubble depends on the ratio of 
air cushion to oil volume, because the expanding gas reaches a state of 
equilibrium only when the air cushion is compressed to an appropriate 
reactionary pressure. For effective arc control it follows that the 
internal pressure of the gas bubble will be high, and the pressure on the 
tank walls and top-plate correspondingly high. In consequence of there 
being a number of variables affecting the quantity of energy in a faulty 
circuit, the arc energy varies on each occasion that the circuit is inter¬ 
rupted, so that the arc bubble is likewise variable as regards size and 
rate of expansion. The production of the arc bubble sets up a sudden 
hydrostatic pressure which is transmitted in all directions. 

Thus in a three-pole double-break oil circuit-breaker of the conven¬ 
tional t 3 q)e with a common tank, there are, during the arcing period, six 
arc bubbles producing pulsating hydrostatic pressures which are not only 
of different phase, but are also reflected irregularly from the various 
surfaces of the tank, and obstructed unequally by one another, and 
other obstructions in the tank. For this reason, the maximum stresses 
likely to occur in the tank and top-plate of a plain contact breaker are 
practically indeterminable, and the enclosure has to be particularly 
robust. 

^Importance of Oil Quality and Quantity 

In view of the important function of the oil as an arc controlling 
\gent the maintenance of a high dielectric quality is essential, since the 
presence of water and solid impurities will be detrimental to the circuit- 

2 ^ 



30 


SUBSTATION PLANT AND EQUIPMENT 


breaking process, although they may not have a critical influence on the 
dielectric strength imder normal conditions. Furthermore, the oil in 
the tank innst be ^maintained at the corr ect level. Insufficient oil^ay 
leadTEoTgas explosions by reason of the gas es^capmg,. .aad jcoming^o r^ 
onT/Op of the oil b^r^this TeaeEes^fhV top-plate of the breaker. In 
this case burning may occur above the oil level, or when the ratio between 
air and oil reaches a certain value, the mixture becomes explosive so 
that, if for any reason a spark is formed simultaneously—^for example, a 
discharge spark on the bushing flange of an insulator—this may cause an 
explosion. This class of explosion is not usually disastrous. 

An excess of oil may be equally dangerous because of the insufficient 
air cushion to absorb the impact pressure of the oil, which is inelastic 
and possesses considerable inertia. The result of this is that excessively 
severe impact pressures are transmitted to the tank walls and top-plate, 
which effect may burst the tank and/or distort the structure. In any 
case there is at least the danger of hot, burning oil being expelled from 
the vents provided for the escape of the gas, and through the joint of 
the tank. The most severe stresses arise when a circuit-breaker fails to 
interrupt a fault, or the internal insulation fails. Unless the circuit 
supplying the defective breaker is cleared rapidly the unit will almost 
certainly be wrecked. 


Plain Contacts 


Arcing contacts of the plain tyjie play a critical part in circuit- 
breaker operations ; their duty being especially severe in comparison 
with that of shrouded contacts in which a more definite control of the 
arc products is achieved with the object of rapidly producing a high 
dielectric strength between the sei)arating contacts. Many forms of 
arcing cojktacts are in use ; representative types are shown in Figs. 2 (6), 
4, 14, and 20. Both main and arcing contacts are designed to have an 
adequate heat-dissipating capacity so as to obtain a satisfactory per¬ 
formance under normal and abnormal 



(«) W 

Fig, 2.—Oil cibouit-bkkakbr plain- 

CONTACTS 

(а) Main, 46® iinger type. 

(б) Arcing, high^pi-essure type. 


conditions. 

The normal current capacity of 
main contacts depends largely on their 
contact resistance. The theory of 
contact resistance is usually based on 
the assumption that the so-called con¬ 
tact resistance is simply the ohmi6 
resistance of a number of microscopic 
projections or points which actually 
make up the contact surface. How¬ 
ever carefully the surfaces are ground 
and lined up, the actual contact is 
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obtained at one or several points only, depending upon the flexibility of 
the material. These contact points, which carry all the current between 
them, are of a certain length and consequently have a definite ohmic 
resistance. On these assumptions the contact resistance depends upon : 

(1) The contact pressure ; which controls the height or length of the 
contact projections through crushing, until their flattened surface is 
large enough to resist the external pressure. 

(2) The specific resistance of the material. The contact resistance is 
a function of the specific resistance of the surface material, or, assuming 
clean contacts, it is proportional to the specific resistance of the material. 

(3) Crushing strength of the material. The softer the material the 
more the contact points are flattened and their number increased with a 
given contact pressure. A soft material will, therefore, give a lower 
contact resistance than a hard one. 


The size of the contact area is of less importance than the total 
pressure on the contact, as the conductivity 
is proportional to the pressure. By increasing 
this, the smaller is the contact area required. 

Since it is impracticable to make plane surfaces 
touch all over, without excessive pressure, 
most contacts are designed to achieve a multi- 
line contact rather than depend on obtaining a 
large number of point contacts distributed over 



a comparatively large surface. 

Forms of Plain Conta^ts^ 

Generally, the most widely used form of 
contact is the wedge and finger type (Figs. 2 (a) 
and 3 (B)), as it is self-aligning and the vertical 
position of the moving contact is not particularly 
important since contact pressure of the fingers 
is reasonably constant with variations of wedge 
position. The pressure of the fingers on the 




wedge is further assisted by the mutual attraction 
of the fingers. Particular cate is taken to 
arrange the fingers of arcing contacts so that 
they cannot touch each other and ‘‘ weld ’’ 
just as the moving contact leaves them. With 
finger-type contacts there is a circulation of oil 
between the separate fingers which makes for a 



high thermal capacity. 


Fiflr. 3 .—^Typical forms of 


Butt-type main contacts (Fig. 3 (A)) are a 
^ simple form whose application is generally con¬ 
fined to very low current values, and in particular 
, to industrial units. Heavy current low-voltage 


OXh OlBCXUr-BlEUSAKFB 
OONTAOTS 

(A) Butt. (B) 'Wedge 
and finger. (C) Butt and 
bruflh. 
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breakers often 
have arcing con¬ 
tacts of the butt 
type with main 
contacts of the 
brush type (Fig. 
3 (C)), which are 
quite unsuitable 
for breaking an 
arc. 

The materials 
used for circuit- 
breaker contacts 
are copper, brass, 
silver, and tung¬ 
sten. Copper is largely used for both fixed and moving contacts, but 
the tendency to weld has been responsible for the use of copper to 
brass contacts in many designs in which welding has been eliminated 
even when making on to a severe short-circuit on two successive occasions. 
Silver is used as plating on main contacts, as the tarnish film produced by 
heating is a good conductor ; it is also employed extensively for isolating- 
plug contacts. 

Silver is only admissible under oil for permanent current-carrying fac¬ 
ings which are not required to interrupt current; thus, with heavy-current 
breakers all main fixed and moving contacts are silver-plated, but not 
the arcing contacts—due to the more rapid burning of silver than copper. 

The use of silver for arcing contacts appears to contaminate the oil 
with silver shreds and particles which, remaining partly or wholly in 
suspension, pave the way for flashovers and breakdowns. Copper- 
tungsten is used to some extent for arcing contacts, the tungsten being 
apphed to the copper as a facing to the surfaces on which arcing occurs, 
as shown in Fig. 4. A copper-tungsten facing has the effect of raising 
the resistivity of contacts, since tungsten has a comparatively low con¬ 
ductivity, and, in many cases, their interface resistance. Both these 
factors tend to increase the temperature-rise. Again, it seems probable 
that gap ionisation is intensified and the arc length becomes greater, but 
despite these disadvantages the great hardness, and the extremely high 
melting and volatilising temperatures, of tungsten decide its use in 
certain circumstances. 

eed of Break 

In addi tion to having adequate heat-dissipating capacity, to restrict 
the production .of metallic vapoim a^nd assist the cooling of the ionised 
gases, contacts ^re designed to promote raj^d initial separation, a6 the 
speed of break controls the arc tP„f!iiSeatextent. There is, however, a 




Fig. 4. —('^OPPEll-TUNfrSTT^N ARCING TIPS ON AUXILIARY 
CONTACTS OF SMAJ L OlE CIRCUIT-BREAKER 
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limit to the speed of breaking highrYoltage circuits in oil ; this being 
reached when the arc i^lengthened so rapidly that its resistance fQrces the 
current down at such a rate as to give rise to excessive voltagesW 

These may have a more dangerous effect than the fault current since, 
apart from straining the insulation of the system, the}^ increase the re¬ 
striking voltage. The total break-energy4s^he product of kW. and time 
of arc duration, so that no useful purpose is served by excessive speed of 
break as this results in a longer arcing time increasing the distress, and 
the possibility of failure owing to the difficulty of disix)sing of the highly 
ionised products. The ideal speed is difficult to deter mine since it i s 
obviously essential to reduce the arcing period, to a minimum when the 
arc energy is itself a nf^ximurnii i e. uhen the circuit-breaker is inter¬ 
rupt irlg'^theTiearine^lT^^ it IS also necessary to ensure tliat the 

arcing time is not unduly longwhen breaking any other currents within 
the range of its rating. When the breaker is operating below its maximum 
rating the electTO-magnetic forces acting^ on, and accelerating, the 
contacts on the movmgneTeffi6TTraf^reduced.'‘| 

(The repulsive electro-magnetic forces arise from the current flowing 
in the loop circuit formed by the fixed and moving contact elements 
of the conventional double-break type. This will be appreciated 
by studying the illustrations of double-break units.) For example, 
a plain-break oil circuit-breaker tested at 100 per cent, of rating had 
an arc duration 
of 0-04 sec. ; 
at 15 per cent, 
rating this in¬ 
creased to 0-07 
sec. It is ob¬ 
vious that by 
incorrect design 
the condition 
can arise where 
failure may 
occur at a lower 
rating even 
when a satisfac¬ 
tory perform¬ 
ance is obtained 
at the maxi¬ 
mum rating; 
and the effect of 
the rate of rise 
of restriking 
voltage is em¬ 
phasised. 



Fig . 5.—Pi.ArN bhkak switch he ah with vkhtk^al isolation 11 kV. 
150 mVA. lUrPTLBING CAPACITY, INSTAIXED IN A CENTBAL ELEC- 
TlilCTTY SUBSTATION. (J. (?. (Stutter <£f Co.y iJtL) 
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(^By using a number 
of breaks in series a 
high equivalent speed 
is obtained since the 
requisite separation of 
contacts occurs with 
less travel than in the 
usual two-breaks-per- 
phase type. This tends 
to shorten the whole 
unit and to promote its 
comj)actness. also the 
oil volume is used to 
better advantage for 
cooling as well as the 
absorption of stress.^ 
Although the total 
volume of gas bubbles 
fbrfned on breaking a 
given kVA. may be the 
same in both types, the 
splitting up of the total 
volume of gas, in the 
multi-break type, into 
a number of smaller bubbles gives a larger contact surface for cooling 
between the bubbles and the oil. J 

In 1i!&t!mmtr-y^4;>il cixauit-bipeakers with two breaks per phase are 
mqst favowed ; six breaks in series have been used for 132 kV. gear, 
and on the Continent as many as ten breaks in series. The present 
tendency at the higher voltages is towards single-breaks, which is actually 
a return to an old idea, the adoption of which was made practicable by 
the adventjcrf-B^todern arc control devices. 

One “la&vantage incidental to the single-break construction is the 
freedom from the electro-magnetic forces acting on the moving elements 
which, in the double-break type, may amount to several tons under 
short-circuit conditions. T^ eiSfect ^oc curs ju s^i^the moment when the 
closing mechanism commences to compress the acceTefating springs, and 
the solenoid has to close the circuit-breaker under these conditions. In 
conseqitence, it is extremely difficult to secure latching when this is 
essential, or in the more usual case, to prevent the contacts welding 
during the short time-interval before the automatic protective gear 
operates to release the trip-free device. In the single-break unit there 
is no loop circuit and, therefore, no electro-magnetic forces. Typical 
single-break units are shown in Figs. 6 and 7. 


Fig, 6. —8.S kV., 1,500 mV A. switchoeab 
(BitUsh Thom .son Houston Co,^ Ltd,) 
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Fig, T.-Cboss-section or typical 33 eV., l,00f> mVA. SB18 equipment. {Metropolitan-Vickera Electrical Co., 
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Control Devices 

Since in bre£^^ke^s without some special forna of arc control the arcing 
period is comparatively long, as conditions iafvourable to final extinction 
ate riot generally attained until a wide separation of contacts is reached, the 
mechanical stresses in the tank structure can be of very high magnitude ; 
consequently breakers of this type are provided with tank structures of 
robust design. In addition, for high-voltage, high-rupturing-capacity 
breakers a large volume of oil is required. Some years ago the rapidly 
increasing dimensions of tanks, compelled by growing values of short- 
circuit currents arising from the development of the Grid, forced attention 
to the necessity for an alternative to the orthodox type of circuit-breaker 
if the dimensions of high-capacity units were to be kept within economic 
limits. This requirement led to the development of arc control devices, 
which in some cases brought about radical changes in breaker design— 
in fact, nowadays, th^design of the breaker is often determined by the 
arc control method used. ^The development of arc control devices— 
most of which take the form of a shroud—has enabled more consistent 


results to be obtained, together with faster operating times, to meet the 
Requirements of interconnected networks, and to supplement the increase 

in the speed of protective 
systems evolved for the pur¬ 
pose of reducing the total 
operating time of the relay and 
breaker in combination. 

Furthermore, the arc con¬ 
trol device has permitted a 
considerable reduction in the 
^^nfiTArr volume required for the 

^ successful interruption of a 

given kVA., with a consequent/ 
decrease in the oil conten^ 
CYLINDER thereby lessening the fire 
iNSULATED associated with the dissipappfi 
co^ACTS energy under oil. 



CYLINDER 

INSULATED 

FROM 

CONTACTS 


MOVING 

CONTACT 


The Explosion Pot 

Arc control devices rapidly 
rempye^^ and/or j e-ionise the 
arc product^ and L generally 
create "ebnditions fa youraL le^ 
the automat i^Tiitroducti dn^ 
coqlj • non^omsed 
The elementary arc control 
device is the shroud known as 


the explosion pot, shown in 


Fig. 8.—ExpiiOSiON pot 
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Fig. 8. This is a strong insulated chamber mounted as a housing for 
each fixed contact with an aperture at the bottom through which the 
moving contact passes. 

The primary function of the device is to confine the pressures set up 
Within the pot so that as the moving contact leaves the aperture the oil 
remaining in the chamber is ejected directly into the arc path. This 
a&tion, together with the de-ionising effect of the high pressure, which also 
increases the speed of break by accelerating the moving contact, ensures 
thAt the dielectric strength of the path between the separating contacts 
buflds up at such a rate that the circuit is finally interrupted at an early 
curoent zero. 

yin addition to reducing the arcing time by maintaining a high pressure 
in the arc bubble, the expIo^^ion pot reduces considerably the stresses set 
up in the breaker tank and structure. For instance, in the case of two 
tests with the same kVA., interrupted in each, the arcing period with plain 
contacts was 2 cycles, and the steady pressure on the tank sides 125 lb. 
per sq. in., whereas with shrouded contacts these values were 1 cycle 
and 45 lb. per sq. in. respectively. 

Oil-blast Explosion Pot 

Fig. 9 shows an oil-blast explosion pot enclosing three contacts 
so arranged that two breaks in 
series are obtained ; a blast of oil 
being automatically forced across 
the final, main break. The fixed 
contact is resiliently mounted, and 
just below it an intermediate float¬ 
ing contact is fitted to a horizontal 
baffle of .strong insulating material. 

The moving contact is a hollow 
rod with holes in the lower surface. 

When the breaker is closed the 
floating contact is trapped between 
the two main contacts. As the 
breaker opens the floating and 
moving contacts move together 
during the first part of the stroke, 
and a short arc is drawn between 
the fixed and floating contacts. 

This arc forms gases in the upper 
chamber and the oil therein is 
compressed. 

^^en the floating and moving 
contacts separate at the limit of 

travel of the former a second arc is Fig, 9.—Oil-blast explosion PbT 
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Fig. 9a.—Typical db-ion grid contact—132 kV. 
{English Electric Co., Ltd.) 


struck between them, and 
at the same time the top of 
the hollow moving contact 
is uncovered. The pressure 
created by the first break in 
the upper chamber forces 
oil through the holes in the 
baffle into the bottom 
chamber, so that the are 
products are forced out 
through the moving contact 
and fresh oil introduced at 
each current zero. This 
action effectually establishes 
a barrier of high electric 
strength between the main 
break contacts, final inter¬ 
ruption b^ing obtained 
before the rod leaves the 
chamber. 

De-ion Grid Oil Circuit- 
breaker 

One form of shroud 
which differs in principle 
from the plain explosion pot 
is that used in the De-ion 
Grid oil circuit-breaker. 
The de-ion grid is exclusive 
to “ English Electric oil 
circuit-breakers in this 
country, and was one of the 
first arc control devices to 
be placed in commeTcial 
service. Its outstanding 
characteristics are rapid 
and efficient operation at 
both high and low values 
of arc current, thereby en¬ 
suring consistent perform¬ 
ance throughout the range 
of the circuit-breaker rating. 
The device is so constructed 


that the relatively cool and un-ionised gas, which is produced immediately 
upon the formation of the arc, is allowed to escape across the arc path 
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throughsuitably 
disposed vents: 
by this action 
the arc is cooled 
and de-ionised, 
the process con¬ 
tinuing right up 
to the moment 
of extinction. 
Iron inserts are 
employed to 
control the arc 
magnetically by 
the natural 
attraction he- 
tween them and 
the circular 
field due to the 
arc current, and 
to force it into 
close contact 
with the oil. 



Fig, lu. - A 33,000 volt oil circuit-bkeakeb wtjh the takk. 

REMOVED TO SHOW THE DE-ION (illlD CONTACTS 

{Fnghbh Electric Co., LUL) 


The de-ion grid contact consists of an enclosure formed by specially 
shaped laminations of insulating material, with iron plates interposed at 
intervals, and provided with vent outlets. A typical 132 kV. de-ion 
grid contact is illustrated in Fig. 9a. De-ion grid contacts fitted to an 
oil circuit-breaker are shown in Fig. 10 ; and Fig. 10a shows the con¬ 
structional details of the device, and the magnetic control effect. 

All the insulating laminations and the iron plates are so contoured 
that a narrow vertical slot with oil pockets on either side is formed in 
the interior ; the slot being cut away at one side only, to i)ermit the 
entry of the moving contact bar. The iron plates, wliich are interposed 
between the laminations at regular intervals, are specially propoitioned, 
and are shrouded by the insulating material. The complete structure, 
or stack, is carried by a fixed-contact enclosure which is secured to the 
foot of the circuit-breaker bushings. 

Self-aligning, spring-finger-type fixed contacts, constructed of heavy- 
section copper, are used. These contacts are so arranged and shaped that 
the arc is drawn away from the main current-carrying surfaces, and 
transferred to a separate and easily assembled arcing horn (Pig. 10a), thus 
reducing the burning or pitting of the main contacts. Removal of the 
arcing horn enables the main finger contacts to be readily inspected, 
without dismantling other portions of the assembly. 

The moving contact bars are “ U ’’-shaped, and constructed of high- 
conductivity copper bar of rectangular section, the contact surfaces being 
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Fig. 10a.— Constructional details of de-ion 

GRID ARC control DEVICE, SHOWING MAGNETIC 
control effect. {English Electric Co., Ltd.) 


tipped where necessary with 
special arc-resisting alloy. For 
the higher voltage ratings the 
contacts are of the butt type ; 
and for abnormally heavy- 
current ratings, additional 
contacts for carrying the 
main current are provided, 
and located external to the 
arc control enclosure. With 
the latter arrangement, how¬ 
ever, final circuit interruption 
occurs within the dc-ioii grid 
enclosure. 

On opening circuit, the 
arc is drawn between the 
fixed and moving contacts 
which, being of substantial 
construction, ensure a cool 
arc root. The arc then con¬ 
tinues to be drawn out in the 
oil-filled narrow slot, thereby 
causing a rapid evolution of 
cool un-ionised gas which, in 
escaping through the vents, 
de-ionises the arc path. 

The magnetic effect of the 
iron plates, together with the 
natural movement of the arc, 
force the latter into close 
contact with the oil contained 
in the internal pockets. This 
ensures an accelerated flow 


of de-ionising gas, and makes the fullest use of the cool de-ionising effect, 
with the result that the electric strength of the arc path at current zero 
is raised in the shortest possible time to a point at which * the arc 


cannot restrike. 


Cross-jet Explosion Pot 

A form of shroud developed in recent years is the cross-jet explosion 
pot (Figs. 7, 11, 12, and 13). The pot consists of a.. metallic upper 
portion, housing the fixed contact, to which the jet plates of insulating 
material are fixed (Fig. 13). This stack of plates is arranged so as to form 
a series of channels at right angles to the normal arc path, i.e. hori- 
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zontally when the moving 
contact moves vertically 
downwards. The moving 
contact just clears these 
plates where it passes 
through the central passage, 
consequently there is little 
tendency for any arc pro¬ 
ducts t6 be expelled down¬ 
wards. 

The complete assembly 
forms a shroud with narrow 
passages through which the 
pressure develojjed in the 
])ot tends to expel oil into 
the main tank, and a reserve 
oil chamber connecting with 
that in which the arcing 
occurs. The operation of 
the device is shown dia- 
grammatically in Eig. 13. 
During the initial opening 
period the pressure gener¬ 
ated in the space between 
the fixed and moving con¬ 
tacts is directly relieved 
by leakage around the tip 
of the latter, and is also 



Fig 11 . Cross jet pots on a 1,200 amp. C 6 kV. 

OrL CIRCUIT. BKl AKER 
{M(fropohfan-Vtckers Kkctrical Co., Ltd.) 


communicated to the reserve oil chamber. As the arc lengthens a section 
of it is driven into the jets (also termed arc-splitters), but the move¬ 
ment of the reserve oil horizontally through the jets is checked by the 
pressure of the arc itself until the current zero, when the comparatively 
cool oil is forced across the arc-path. Although only a portion of the 
arc products are violently expelled through the jets, de-ionisation of the 
remaining gas takes place by pressure and cooling so that conditions 
unfavourable to restriking are rapidly created at an early current zero. 

A special form of cross-jet pot is used in the breakers illustrated in 
Fig. 6, this being compensated so that the cross-jet effect when inter¬ 
rupting varying amounts of fault energy is adjusted accordingly. 
Thus a more consistent performance is obtained over a wide kVA. 
range, and the possibility of the device failing to successfully interrupt 
the circuit with relatively low fault currents—due to the correspondingly 
low pressure developed—practically eliminated. 

Cross-jet pots are used for circuit-breakers of both the single- and 
double-break class. A cross-section of a single-break unit is shown in 
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Fig. 7, and the application of cross¬ 
jet pots to double-break units in 
Figs. 11 and 12. The contacts used 
with the pot are of the rod and 
socket type. 

In Fig. 11 it should be noted 
that the rod-type contacts are used 
only as arcing contacts additional 
to main contacts of the butt and 
brush type, whereas the rod-type 
contacts shoM-Ti in Fig. 12 are used 
to carry the normal load current, 
and interrupt short-circuit currents. 
The design of the single-break units 
shown in Figs. 5, 6, and 7 is largely 
due to the adoption of cross-jet arc 
control. 

Cross-jet Box Circuit-breaker 

The cross-jet principle is also 
adopted, in a modified form, for 
improving the performance of an 
otherwise standard type of plain 
contact breaker (Fig. 14). This is 
not fitted with explosion pots but 
Fig. 12. — One phase of an 800 amp. depends on an arrangement of in- 
66KV.rRoss-.TETori.cmcmT-BREAKER sulating barriers inside the tank 
{Metropoh fan-Vickers Electrical Co., LlJ.) form a CrOSS-jet box, which is 

essentially an enclosed chamber A 
(Fig. 15), with an orifice B, Each phase has its own cross-jet box, 
the orifice B being adjacent to the contacts and level with the point 
of break. A special arc runner is fitted to one fixed contact of each 
phase (Figs. 13, 15, and 16). As the contacts separate the gases formed 
generate a pressure in the chamber A. The arc runner serves to control 
arcing conditions and, therefore, pressure distribution in the box so that 
the internal pressure is relieved through the orifices. Consequently, the 
oil forced directly across the arc path of each phase sweeps out the gas 
through the orifices to the chimney C, which has free access to the buffer 
air, the oil separating chamber, and gas vent. This action is maintained 
until sufficient oil of high dielectric strength has been forced into the arc 
path to prevent restriking of the arc. 

The Impulse Breaker 

Oil-blast arc control devices function automatically by the actioU of 
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the arc itself; the impulse oil 
circuit-breaker is designed to avoid 
dependence on the action of the 
arc by arranging for an oil jet to 
be provided at the critical moment 
by the movement of a piston 
acting on the oil. The principle of 
the impulse breaker is shown in 
Fig. 17. A mechanically produced 
oil blast is superior to that produced 
by exj)losion chamber pressure, 
with the latter metliod arc contjo] 
is comparatively inefficient at low 
currents. Withlhe bleaker 

arc control is equally efficient at 



F%g, 14. — Abc contkol breakbk, with tank 

LOWERED SHOWING PART OB' CROSS-JET BOX 

{Bntiuh Thomson-Houblon Co., Lid.) 



Viq 13 -Folk hia(jls in the oph:ra- 

TION Ol A MeT-Vic E ( ROSS JIi.!’ EX¬ 
PLOSION POT 


all (‘urrents and it has a much faster 
ojierating time than other breakers, 
this being as low as less than 
three cycles. A cross-section of 
a typical impulse unit is shown in 
Fig. 18. 

The breaker consists essentially 
of a central bushing along the axis 
of which the moving contact slides. 
The front end of this bushing is 
enclosed by a bakelite tube at the 
far end of whlcTi are the arc 
splitters and the fixed contact. 
The space between the central 
bushing and the tube forms the 
path for the impelled oil, which 
then returns between the outside 
of the bakelite tube and the en- 
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closing porce¬ 
lain rainshield. 
A stress dis- 
tribut or is 
fitted at the 
interrupting 
end. Ordin¬ 
ary bushing 
current - trans¬ 
formers are 
used, and are 
placed over the 
central bush¬ 
ing. In order 
to speed up the 

operation of the breaker it is actuated pneumatically from a compressed- 
air reservoir. 

The breaker is tripped by admitting air above the closmg piston 4, 
which drives the impulse piston 18—acting on the oil—through a 
mechanical coupling. For the first half-cycle the breaker opens at a 
very high speed—the contacts are, in fact, accelerated at a rate fifty times 
that due to gravity—and then, to eliminate any unnecessary drawing-out 
of the arc, the contacts are slowed down again. As this occurs, oil at a 
pressure of approximately 250 lb. per sq. in. is forced across the break, 


Contacts closed Contacts separating Contacts open 
Fig. 15.— Operation of the cross-jet box 
{British Thonison-Houston Co., Ltd.) 


KEY TO FIG. 16 

1 Kemovablo Katchet Handle for Breaker raising and lowering device. 

2 Incorporated raising and lowering mechanism wxtli 'J'ruck. 

3 Arc Runner. 

4 Breaker Balancing Piston. 

6 Guiding Spike. 

6 Trip Coil. 

7 Operating Trunnion. 

8 Safety Shutters and Housing for Busbar and Circuit Plugging Contact Sockets. 

9 Operating Handle for Breaker. 

10 Breaker Insulator (paper or porcelain). 

11 Breaker Plugging (i)ontact Connection and Plug. 

12 Breaker Plugging Contact Socket. 

13 Insulator for Breaker Plugging Contact Socket—Busbar side. 

14 Insulator for Breaker Plugging Contact Socket—Circuit side. 

15 Busbar Chamber, Busbars, and Comiections. 

16 Terminal Board for Small Wiring. 

17 Insulator for Cable-box. 

18 Cable-connector. 

19 Cable-box. 

20 Arcing Contact—fixed. 

21 Arcing Contact—moving. * 

22 Main Contact Finger—fixed. 

23 Main Contact Blade—^moving. 
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thus driving the arc into the 
splitters where it is finally ex¬ 
tinguished. There are actually 
two breaks, one being opened by 
the oil pressure against a spring. 
Opposite each break is an inde¬ 
pendent set of arc splitters. After 
the arc has been interrupted and 
the oil pressure has returned to 
normal, this secondary break auto¬ 
matically recloses; the moving 

Ftg, 17- Tmn lse circuii-biifaker contact is finally retracted to the 

‘‘ off ’’ position by the spring 16. 

An added advantage of the imjiulse breaker is that the oil content is 
very low. In the case of the breakers illustrated in Figs. 18 and 19 the 
oil content is only one-quarter of that of the type it supersedes, a single¬ 
phase unit requiring less than 250 gallons. 

The impulse breaker was designed for 132 kV. service where extremely 
fast interruption is necessary. It is considered unlikely that the 
design will be used below 110 kV., as for these voltages there is not the 
same necessity for ultra-rapid fault clearance. The breaker is described 
here, as it represents an important advance in design and illustrates 
certain fundamental aspects of arc control. 

Operating Mechanisms 

For manually operated breakers a simple closing mechanism arranged 
to give considerable leverage during the final part of the stroke is pro¬ 
vided. With remote operation the closing mechanism is usually actuated 
by a D.C. solenoid, an A.C. motor, or compressed air—as with the 
impulse breaker (Fig. 18)—the former being more commonly adopted in 
view of its greater advantage as regards speed, and because the solenoid 
exerts its greatest pull at the end of its stroke. The fastest operating 
time is achieved with pneumatic operation, but this method is not, of 
course, generally used. 

D.C. solenoid operation requires a D.O: supply which in large stations 
is available from an emergency battery, and in some small stations from 
an operating battery of about 30 volts, with trickle charging equipment. 

A.C. can, of-course, be rectified for operating D.C. solenoids, but the 
disadvantages during a total shut-down are obvious. The definite 
operation of closing mechanism is essential, as when making on to a 
short-circuit the" current may have a peak value equal to 2*65 times the 
r.m.s. value of the A.C. component at breaking, since decrement does 
not occur during the initial period to assist the making operation. Should 
the breaker trip gear be released before the breaker is fuUy closed, even 
to the extent of being actuated ae soon as, or probably before, the arcing 
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Fig. 18.—Cboss-section of impulse bkeakjer {Mehopohtan Vickers Electrical Co , Ltd ) 
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Fig, 19.—THRp.n 132 kV. imjh LSJb bkt^aklrs on 
( Metropolitan^ VicLcru Ehcti icaJ ('o., Ltd,) 


contacts touch, the throw-off springs are not fully compressed and in 
consequence the opening s])eed may be reduced. 

When making a faulty circuit, once the current has commenced to 
flow the electro-magnetic forces oppose the pull of the closing mechanism, 
and, moreover, these forces may be unbalanced where three moving 
contacts are carried on a crossbar. Again, should the pull of the mech¬ 
anism almost balance the repulsive forces there is a tendency for the 
moving element to hover on the arcing contacts. 

Within certain limits a high speed of break is of importance in 
reducing the volume of gas liberated and minimising coptact damage. 
Although a slightly delayed opening may reduce the current as the 
result of decrement in the system, it follows that, once started, the con¬ 
tacts should complete their travel in the shortest time practicable. High 
speed of opening is obtained by powerful accelerating springs, but on 
short-circuit the electro-magnetic forces also repel the moving contacts, 
thus increasing the speed of break. To avoid damage at the end of the 
stroke some form of dashpot or buffer is provided to bring the moving 
system to rest without undue shock. In the smallest breakers simple 
buffer springs are used, and in larger breakers a piston moving in an oil 
cylinder. The opening speed of a breaker can be seriously retarded by 
the pressure of the gas on the moving elements, which effect is more 
pronounced in older designs where the contact carrying lods pass through 
the top-plate to atmosphere, due to the unbalancing of pressures on those 
parts of the moving system inside, as against those outside. Most 
modem breakers have the whole of the operating mechanism, except the 
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final link to the actuating member, 
within the breaker chamber, thus 
giving equal pressures on all parts. In 
the case of the breaker illustrated in 
Figs., 14, 15, and 16, to prevent a 
tendency to reclose due to the pres¬ 
sure in the enclosure acting on the 
operating rods passing through the 
top of the cross-jet box, a compen¬ 
sating piston is provided. 

A large proportion of (he Hork 
required to operate a cixcoit breakei 
is accoimted for by the cont^tcts ; the 
form used having a considerable bear¬ 
ing on the expelling force of the 
breaker. Some conta(;ts are 100 per 
cent, expelling, for instance, the spring- 
loaded butt type, whereas others of 
the rod and socket, or sleeve, type are 
TOO per cent, holding, and require a 
force of the same mia.gnitude to withdraw as to close. Furthermore, on 
short-circuit, the members of some forms of contacts may be drawn 
together, so adding to the load and leading to a substantial increase 
in the total friction. 

Fig. 20 shows the frictional characteristics of the arcing contact 
illustrated. In the case of the typical main finger contact shown in 
Fig. 2 (u), the force to close against one single finger, when the contacts 
have silver surfaces, changes from 0 to 21 lb. over the travel, and with 
hard copper surfaces, from 0 to 13 lb. This type of finger has a small 
self-expelling force of initially 2-5 lb., falling to zero over its travel. 

Methods of Isolating 

Isolation is effected by air-break or oil-immersed links or switches ; 
or by withdrawing the breaker plugging-contacts from the busbar and 
circuit sockets. Indoor air-break isolators are a feature of switchgeetr 
of the cubicle type for up to about 11 kV. service, and of special cellular 
types up to 33 kV. With high-voltage outdoor open-type breakers 
various forms of air-break isolators are employed. 

With metalclad substation switchgear the breaker plugging-contacts 
are withdrawn by either a vertical drop-down or a horizontal draw-out 
movement ; or oil-immersed isolators are used. Truck-type switchgear 
is an economical form which is often used when the breaker capacity is 
not required to exceed 250 MVA. at 11 kV. A special type of unit with 
a withdrawable truck and vertical isolation of the breaker is shown in 
Fig. 16. 



Vi ( j . 20. Fjik'Tional chakactektsttcs 

OF riVOTEU-TYPE AHCIMG CONTACTS 

{Journal l.E,E,) 
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Ftg 21.—A TYPICAL KINO MAIN UNIT FOB CONTROLLING TBB H.V, CIRCUITS OF 
A DISTRIBUTION TRANSFORMER SUBSTATION 


An internal isolation automatic ciicmt breaker is used with isolating switches of the 
rack-down withdiawable pattern {Switchgear di Cowans, Lid ) 

Horizontal draw-out isolation appbed to three-phase single-break 
units is illustrated m Fig 6. With the equipment shown in Fig. 7 
isolation IS effected by oil-immersed links the details of which are clearly 
mdicated A ring-mam umt, consisting of two oil-links and a circuit- 
breaker, IS shown in Fig, 21. The links enable the substation to be 
isolated from the network—^if similar links are provided at the other 
ends of the sections of ring-main—but when the ring circuit must be 
maintained the breaker can be isolated from the busbars by means of 
the internal isolation gear actually located inside the breaker tank. By 
manipulating the handwheel shown plugging-contacts sUding in insulating 
tubes are withdrawn from the busbar and circuit sockets ; the lower 
ends of the plugging-contacts are connected to the fixed contacts of the 
breaker. When the breaker is isolated it can then be withdrawn. Access 
to the contacts and oil is by means of a hinged top-plate. This method of 
isolation permits the circuit-breaker to be located in the position shown, 
thus giving the maximum support to the tank and comparative freedom 
from the risk of structural distortion. 
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Vertical isolation is largely used with single-busbar metalclad switch- 
gear for breaker capacities of from 50 to 250 MVA., and has its major 
application in distribution work where the inherently compact arrange¬ 
ment is valuable by reason of the small space usually available. 

Horizontal isolation is adopted for both smgle- and double-busbar 
metalclad gear for 150 to 250 MVA., or more. With this method of 
isolation an oil-immersed busbar selector switch can bc^ conveniently 
fitted above the breaker. 

With metalclad switchgear above about 33 kV. it ])ecoines difficult to 
so design plug and socket contacts that they shall be free from corona. 
Further, the size of higher voltage la eakers is such that the space required, 
and the effort necessary for ti)e isolating movement when a withdrawal 
method is used, has led to t^^e development of equipment with a fixed 
breaker and oil-immersed isolators. 

When practicable switchgear is usually fitted with interlocks to ensure 
the o|,>eration of the breaker isolators, etc., in ])ro])er sequence and to 
])revent mal-operation. Mechanical interlocking methods are usually 
adopted, since electrical interlocking necessitates a number of auxiliary 
contacts and devices. Interlocking is generally arranged to prevent : 

(а) The racking-in or out of a closed breaker so as to avoid making or 
breaking circuit on the isolating contacts. 

(б) The removal of the tank with the breaker in the service position ; 
or the racking-in of a breaker with the tank off*. 

(c) The movement of an off-load busbar selector while the breaker is 
closed ; or the movement of an on-load busbar selector unless both sets 
of busbars are in parallel. 

In general, high-voltage breakers with arc control devices represent 
modem practice, especially for large capacity units ; but in the medium 
range of breaking capacities of up to 250 MVA. at 11 kV., the so-called 
conventional plain-break type is still widely used—and even above this 
rating. Typical examples of plain-break switchgear are shown in Figs. 
5 and 21. Low- and medium-voltage breakers are not usually fitted with 
arc control devices ; in principle they are essentially plain-break types 
and do not call for any special comment. 

The present tendency is towards the increasing use of air-breakers or 
high-rupturing-capacity fuses whenever practicable so as to avoid the 
disadvantages associated with the use of oil as a dielectric medium. 
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O IL lias a definite sphere of usefulness for high-voltage circuit 
interruption, a field in which it possesses ac^vantages that outweigh 
its major disadvantage of ‘‘ inflammabilityv’I but for the interruji- 
tion of medium-voltage A.C. circuits air is universally available as an 
economical alternative in certain cases, ^’'or D.C. breakers air is, of 
course, the only practicable dielectric. h 

Two main types of air circuit-breakeJ*s are in common use, both of 
which are—^with apj^opriate modifications—employed to interrupt 
either A.C. or D.C. / In one type final interruption occurs between 
carbon breaks, or arming contacts, and in the other between metallic 
contacts within a magnetic field produced by a magnetic blow-out./ To 
some extent the design of the breaker is influenced by the particular 
method of arc control adopted. Generally, a D.C. breaker incorporating 
a blow-out is characterised by comparatively light mechanism and con¬ 
tacting parts and a more or less elaborate arc chute, circuit interruption 
being entirely dependent on the rapid lengthening of the arc within the 
chute to such a value that the circuit conditions are incapable of main¬ 
taining it. The A.C. breaker usually has a more robust mechanism, and 
heavier contacts than a D.C. breaker, for the same normal current, on 
account of the exceedingly high fault currents that can flow in certain 
circumstances. The extinction of the A.C. arc is, however, assisted by* 
the occurrence of ^a current zero twice every cycle, consequently a 
magnetic blow-out rr^ay not be included, or may be relatively small tod 
simple in form. / 

BVtlsh-type Breakers 

Apart from the arc control methodr-tdr'breakers are mostly distin¬ 
guished by the form of main contacts employed. One form frequently 
adopted consists essentially of two stationary copper contacts arranged 
vertically, and bridged by a’moving laminated brush contact. The latter 
is built up of special alloy or copper leaves which retain their flexibility 
under almost any condition, and will not take a permanent set. In 
large-capacity breakers the brush is made up of a number of narrow 
units, thus ensuring good distribution of contact over the whole surface, 
and providing ventilating spaces between the individual main laminated 
members. This reduces the temi)erature rise for given conditions of 
load, and increases the capacity on A.C. by reducing the skin effect. 
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Two main methods of applying the 
brush contact to the solid fixed 
contacts are generally used. In 
one the brush makes a practically 
end-on, or butt contact, which 
enables considerable pressure to be 
applied to the brush with only a 
slight spreading of the laminations, 
so that a good self-cleaning contact 
IS obtained. With the othe^ type, 
the contact surface of the brush is 
inclined at an angle to the tixcd 
contact, less pressure lieing iequire(^ 
for the same amount of spread. 

Operation of Brush-type Breaker 

The brush type of construction 
is utilised for both A.C. and D.C. 
breakers ; an example of the latter 
being shown in Fig. 22. This, and 
similar types of breakers, are closed 
by ajiplying jiressure to the brush, 
which is held in position by latching 
the toggle link mechanism. When 
the breaker is tripjied undei normal 
load conditions the moving element 
is accelerated at a comparatively 
slow rate by a combination of forces ])io(luced b\ Die tlirow-off springs, 
the pressure on the brush, the weight of tlie moving clement, and the 
electro-magnetic repulsion between the fixed and moving contacts—due 
to the current flowing round the “loop ” circuit formed by them. With 
heavy overload and fault currents the breaker is opened very rapidly by 
the electro-magnetic forces, these being ])roportional to the square of the 
current—^the other accelerating forces are negligible in comparison. 

In breakers with carbon arcing contacts the circuit is interrupted in 
three successive stages by three sets of contacts. Referring to Fig. 22, 
first the main contacts formed by the lannnated brush o])en, then the 
auxiliary copper contacts, and lastly the carbon contacts. The latter 
two sets of contacts are provided in parallel with the main contacts to 
protect them from the destructive action of the arc. The carbon contacts 
are mounted on springs so as to ensure that they break last and make 
first. Arc extinction occurs between the carbon contacts whose separa¬ 
tion lengthens the arc, thereby increasing the resistance of the circuit by 
increasing the resistance of the arc itself, thus the current rapidly 
diminishes until the arc becomes unstable. Carbon is used for the final 
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break as it does not volatilise easily and form conductive vapour \m- 
favourable to rapid arc extinction. 

Magnetic blow-outs make use of the interaction between two magnetic 
fields ; the field surrounding the arc, and the field due to the passage of 
the main current through a coil wound on an iron core fitted with special 
pole faces. The arc is struck within these pole faces, consequently the 
field due to the blow-out coil forces the are upwards so that it lengthens 
very rapidly. An effective type of blow-out is the one fitted to the 
breaker illustrated in Fig. 23. The pole faces act as an arc chute, and the 
large cooHng surfaces of the structure adjacent to the contacts tend to 
reduce the quantity of metallic vapour formed, and de-ionise the vapour 
that is produced. 


Line Contact Breaker 

The breaker shown in Fig. 23 is a “ line contact type, the name being 
derived from the fact that a set of hard copper blades is used for the 
main moving contact instead of a laminated brush. The moving contact 
is made up of a number of blades with a vee-shaped contact surface which 
bed into corresponding grooves in the fixed contact blocks, as shown in 
Fig. 24. The number of blades required for a particular breaker is 


determined by the current rating, 
amperes. Referring to Fig. 24, the 



Fig. 23.—4,000 amt. link contact‘C iKfiaT- 
BiusAKEK. {General Electric Co., Ltd.) 


each blade being suitable for 126 
blades A are carried by a horizontal 
thrust bar of special section D. 
Pfessed-steel hook-shaped plates C, 
riveted to the rear of the copper 
blades, pass roimd the upper por¬ 
tion of the thrust bar in such a 
manner as to lock the blades 
securely in position, but to permit 
their easy removal if necessary. 
In order that the full pressure of 
the blade is borne by the bevelled 
sides, and full advantage taken of 
the wedging action, the leading 
edge of the blade is flattened so 
that it cannot bed in the bottom 
of the groove in the block E. 
This has the further advantage of 
allowing any dirt which may collect 
on the block to escape instead of 
preventing the blade from making 
contact. The pressure between 
the blade and the contact block is 
maintained by the spring B, which 
is located between the steel plates 
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and presses on the rear flat edge of the blade. 

The points of contact of the springs on the 
front of the thrust bar and the plates at the 
back are so disposed as to keep the lower 
corner of the blade, which is slightly 
rounded, in firm contact with the bottom 
block. Each blade, therefore, carries an 
equal amount of current, and overheating 
of any one section of the contact assembly 
prevented. By reason of the large mass of 
copper adjacent to the line of contact the 
current-carr 3 ring capacity of the line contact 
breaker is relatively high a" the heat de¬ 
veloped is rapidly dissipated by the large 
cooling surface of each blade. 

Careful attention is given to obtaining 
the most suitable blade pressure so that the 
contact resistance is reduced to the lowest 
practicable value consistent with easy opera¬ 
tion of the breaker. The pressure on each of 
the four line contacts of a blade is 14 lb. 

The spring exerts a total pressure of 28 lb. on the complete blade, and 
the 14 lb. pressure on each contact surface is obtained by the wedging 
action of the 60° faces. During the closing operation the blades slide 
upwards in their grooves so that the contacts are self-cleaning—any dirt 
or oxide which may have collected on them is removed. 

Medium-voltage High-rupturing-capacity AX. Breakers 

Although in general, the rupture of a D.C. arc is more difficult than 
that of an A.C. arc, in which the current becomes zero twice every cycle, 
the current-making problem with A.C. is much more difficult than with 
D.C. because the initial current peak can reach 2*65 times the breaking- 
capacity current, whereas the D.C. breaker has only to make a current 
equal to its rupturing capacity. Since the electro-magnetic forces are 
proportional to the square of the current, they amount to six times as much 
with A.C. as with D.C., and the problems of contact-welding are corres¬ 
pondingly greater. Under modern conditions the initial current peak 
may be in the neighbourhood of 44,000 amps, when a breaker closes on 
to a L.V. short-circuit. 

A three-phase air breaker which h&s been recently developed by the 
British Thomson-Souston Company especially for the control of high- 
current-oapacity A.C. circuits up to 660 volts is shown in Fig. 25. Two 
main types are in use which differ in respect of their main contact 
arrangements, otherwise their constructional features are generally 
similar. An important feature common to both types is the form of the 



Fig . 24.—Sectional view of 
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Fig. 25.- Thrke-phasij medji m-voltage air oircuit- 

BREAKF]RS, SJKIWING SLIT ARCING HORNS 

One half of arc chute removed. {BrtHsh Thomson- 
Houston Co., Lid.) 


arcing contacts which 
are of the butt (or 
contactor) type. In 
the 800 amp. rating 
breaker (Figs. 25 and 
26) one set of con¬ 
tacts suffices for both 
normal and abnormal 
requirements, while in 
the breakers rated at 
1,600 amps, and over, 
special main contacts 
are incorporated 
(Fig. 27). 

With some ar¬ 
rangements of metallic 
arcing contacts, in 
which the magnetic 
loop effect and the 
])inch effect blow them 
()f)en, serious welding 
and burning of the 
points of contact 
occur at as low as 
15,000 (peak) amps. 
Better performance 
can be obtained by 
carefully bedding the 
contacts, but as after 
the first opening 
operation the surfaces 
are pitted and burned, 
such bedding is of no 
practical value. More¬ 
over, after a fault 
clearance the breaker 


may have to be re-closed immediately so that there is no time to put 
the contacts into really serviceable condition. The arcing contacts 
of the B.T.H. breakers are designed to control satisfactorily 20,000 
amps, without spot welding taking place. Up to 25,000 (peak) amps, 
only very slight spot welding takes place, which is easily broken by 
the inherent wipe or shear action of the contacts. The only practicable 
way of improving this performance is to use such high contact pressures 
that considerable crushing of the metal at the contact points occurs. 
Increasing the thermal capacity of the contacts by increasing their size 
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does not effect any im¬ 
provement in respect of 
non-welding. The most 
economical way, there¬ 
fore, to deal with peak 
currents of more than 
25,000 amps, is to resort 
to multiple contacts. 

The upper limit of 25,000 
amps, per contact is 
true only of breakers 
which are designed to 
close on to a short- 
circuit and latch home, 
i.e. are fitted with 
time-delayed tripping 
devices. For breakers 
fitted with instantaneous 
tripping devices, by 
virtue of the short time 
they have to carry the 
current, it is possible to 
increase the rating of a 
single contact to 50,000 
(peak) amps. 

An essential feature 
of the breaker is the 
sj3ecial ‘‘ compensated ’’ 
arrangement of the mov¬ 
ing element which per- :>(, o^fkatio^j oi< sou amp ( ikci n-uKi^ akfr 

mits the moving arcing contacts. {Journal j.e.e ) 

contact to pivot about b 

(Fig. 26, top), as the result of the moving element being straightened 
(Fig. 26, bottom) by the repulsive force of the current in the ‘'loop ” 
circuit of the breaker. Thus, the final break occurs on the tips of the 
arcing contacts, and the butt faces of these contacts are not involved to 
any great extent, as their tips are designed solely for the jmrpose of arc 
extinction. 

Each pair of the arcing contacts shown in Figs. 25 and 26 has a 
normal continuous-load capacity of 200 amps., thus once the rupturing 
capacity, and in consequence the peak-making capacity, of the breaker 
has been determined, the number of arcing contacts is fixed so that the 
normal rating of the breaker is also fixed. The breaker rated at 800 amps, 
has, therefore, four pairs of arcing contacts (Fig. 25), but with the type 
rated at 1,600 amps, and above, additional main contacts are used. 
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Main contact 
bridge 


Fig. 27.— Main ooNTACTb of 1,000 amp. cmcuiT- 
BHKAKBR. {Journol J.E.E.) 


arranged as shown in Fig. 27. 
These pin-type contacts are 
silver-faced and will carry 
25,000 (peak) amps, per con¬ 
tact satisfactorily. The main 
contacts are subdivided in 
exactly the same way as the 
arcing contacts because, when 
breaking faulty circuits, the 
main contacts have to carry 
the peak rating of the breaker, 
which occurs before the trip¬ 
ping impulse can have released 
the breaker and transferred 
the current to the arcing con¬ 
tacts. To ensure correct 
operation of the compensated 
contacts the magnetic blow- 


off effect is reduced to extremely small proportions in this breaker 


by making the bridging member as short as possible, and arranging the 


main lead-in conductors as far away as possible. 


Arc Chutes 

An essential component of this class of breaker is the arc chute. 
Currents up to 37 kiloamperes can be successfully broken in 2J cycles at 
440 volts recovery voltage without arc chutes ; but the arc is, in some 
cases, so uncontrolled that it causes arcs to earth, and between phases, 
unless clearances and spacings are prohibitively large. 

Thus, the use of an arc chute makes a considerable 
difference to the dimensions of a breaker. The re¬ 
quirements of a successful arc chute are : first, the 
minimum magnetic field should be applied which is 
able to keep the arc moving continuously up into the 
chute, and ensure that it is extended sufficiently to 
extinguish at the first or second current zero. Any 
greater magnetic field than this unduly elongates the 
arc, developing unnecessary arc energy with the adverse 
effects of high recovery transients due to pre-zero 
current-suppression. Secondly, the distance between 
the plates of the chute should be large enough to ensure 
that the free movement of the arc is not impeded by 
strangulation. Thirdly, the distance between the ends Fig> 28. — Front 
of the arcing horns incorporated in the chute should be skotional bls- 
sufficient to prevent restriking due to cathode-spot chute 
emission. {Journal IMM.) 
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These re¬ 
quirements are 
met by the 
horn and chute 
structure (Figs. 
25 and 28) 
fitted to this 
class of circuit- 
breaker. No 
magnetic blow¬ 
out coil is pro- 
vided, the 
inherent blow¬ 
out effect of the 
loop being more 
than sufficient 
to force the arc 
into the chute 
at currents be¬ 
tween 2,000 and 
37,000 r.m.s. 
amperes at 440 
volts recovery 
voltage. 

The effec¬ 
tiveness of the 
arc chutes is 



Ftr/ 29 — 800 AMP SOLI< NOIl> OPPJtATED TOIAILY ENCLO^IED AIR 
rmciril BREAKER, AND 00 AMI‘ H R C. SWnCIlFU&K UNITS, 
400 VOLT, 26 MVA. Thomson Houston Co , Ltd ) 


greatly in¬ 
creased b}^ fitting correctly designed phase barriers between them. 
The arc in the chute is accompanied by the release of considerable arc 
energy, most of which is expended in heating up the ambient air to 
incandescence, leading to high pressures. Some more of the energy 
is used up in volatilising the metal of the contacts and arcing horns. 
This results in incandescent air and metal vapour being ejected from 
the top of the arc chute. On heavy currents the arc itself also parti¬ 
ally leaves the top of the chute. It is necessary to ensure that these 
gases are cooled and the metal vapour condensed before they are 
allowed to strike earthed metal, or mingle with those from a neighbouring 
phase. This is ensured by U-shaped phase barriers which direct the 
gases into the cold ambient air. 

Breakers for heavy-rupturing-capacity duty can be totally enclosed 
(Fig. 29). 

By this arrangement, the metalclad principle, now so universally 
adopted for high-voltage oil-break switchgear, can be extended to 
medium-voltage air-break gear. In the totally enclosed type, a vent is 
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contacts begin to separate, the flux set up by the blow-out magnet forces 
the arc up into the long, narrow slots in the arc chute, where it quickly 
cools and collapses. The arcing spaces are narrower than the contact 
tips, thus increasing the resistance of the arc stream for a given length, 
and producing a maximum cooling effect for the metallic vapours. To 
ensure high-speed clearance special means are 2>iovided for automatic 
operation on fault currents. 

In series with the contacts is an inductive shunt made uj) of iron 
laminations (this is the bucking-bar ” shunt in Fig. 30), and connected 
in parallel with this is the “ bucking-bar.” The latter is located in the 
ga^) between the j)()les of 1 he electro-magJiet, ‘a hich holds the contacts 
in the closed position by attr^ictiiig a srnall laminated armature (on the 
moving contact arm) bridgine the gap in the holding magnet. Under 
normal load conditions the ( i iient divides equally between the “ bucking- 
bar ” and the bucking-bar ” shunt ciicuits. On the occurrence of a 
fault in which the rate of rise ol the current is high, the inductive shunt 
diverts the greater proportion of the current through the “ bucking-bar,” 
and the magnetic field due to this deflects the holding coil flux from the 
armature to the iron (‘ontained in the loo^) of the ” bucking-bar,” If by 
this action the flux passing through the armature is reduced to a pre¬ 
determined value, the armature is released, and the main contacts return 
to the oi)en position with an extremely rapid action. 

This type of circuit-breaker can be used up to 3,000 volts J).C. with 
slight modifications. In some cases the high-speed breaker does not open 
the main circuit, but shunts the current through a resistance wdiich reduces 
it to below^ a dangerous value. 

-voltage Air-blast Breaker 

(Jiuccessful arc extinction in ah* 
depends on the raj)id removal of the 
mixture of metallic vapour and ionised 
air which is the*.basis of the arc, 
and the inflow of non-ionised air 
between the contacts in ])lace of the 
incandescent mixture.) This principle 
is involved, more or^dess, in all air- 
breakers. In the case of the type 
with magnetic blow-out and/or arc 
chute a powerful U 2 )ward air-blast 
across the contacts and through the 
arc chute occurs, which is initiated 
by the blow-out effect. With the 
high-voltage air-blast breaker used 
for the interruption of A.O. circuits 
a magnetic blow-oub is not employed ai.— Aik-blast cmcuiT-BiiEAKER 

3* 





62 


SUBSTATION PLANT AND EQUIPMENT 


but compressed air is adopted for 
both arc extinction and the mechani¬ 
cal operation of the unit. 

Eig. 31 shows the essential features 
of one type of air-blast breaker. This 
is closed by applying pressure to the 
underside of the piston, and is opened 
by applying pressure through the 
small pipe leading to the top of the 
piston. Compressed air is supplied 
from the same source to a chamber 
surrounding the moving contact, so 
that as soon as the piston has moved 
away from the fixed contact there is a blast of air at high pressure 
upwards between the contacts, which blows away the ionised air. 
Typical contacts for this form of breaker are shown in Fig. 32. 
The male plug consists of a copper body on to which has been cast a 
copper-tungsten skirt and a tungsten tip extremity. The female ring is 
wholly of timgsten. 

Another type of air-blast breaker consists of several pairs of “ horned 
contacts in series, each situated in a separate arc chute. One contact is 
fixed and the other is moved rapidly by the air-blast, admitted when the 
circuit has to be interrupted, and the arc blown up the arc chute. In 
this comxtry 3 *3 and 33 kV. air-blast breakers are used successfully, but 
to a limited extent. 

3,300 Volt Air-break Circuit-breaker 

Apart from artificial air-blast high-voltage units, normal types of air- 
breakers have also been introduced for a limited range of high voltages. 
A typical 3,300 volt air-break circuit-breaker is shown in Fig. 33. This 
type was developed by the English Electric Company on the basis of 
certain fundamental principles of design which had been found to result 
in a very satisfactory performance when applied to 400 volt air-break 
circuit-breakers. The extension of these principles to high-voltage air 
breakers involved a new conception of contact arrangement to incorporate 
arc transference, and also of a de-ionising chamber capable of dealing 
with larger powers and higher voltages. This development led into new 
ground, as at the higher voltages larger breaking capacities became 
necessary. To ensure ^speedy positive interruption at these capacities 
demanded means for moving the arc promptly from the arcing contacts 
to the de-ionising chamber, introducing voltage into the arc in a smooth, 
but rapidly increasing manner., Development towards this end led to 
the design of breaker shown in Fig. 33, which, fitted with the special 
form of arcing chamber shown in Fig. 34, is capable of performing a 
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Fig. 33.—3,300 volt aik-bbeak circuit-bke \keb 

One arcing chamber removed, showing contacts in the 
closed position. {English Electric Co., Ltd.) 



Fig. 34.— Arrangement of 
PLATES IN A 3,300 VOLT 
ARCING CHAMBER, VIEWED 
FROM UNDERSIDE 

{English Electric Co., Lid.) 


B.S.S. duty-cycle with values of fault kVA. which at one time could only 
be controlled by oil circuit-breakers. 

No magnetic blow-out device is used, but a number of conducting 
plates of magnetic material are incorporated in the arcing chamber, 
magnetic control being effected by self-induction in the plates. 

The contact system consists of two sets of eontacts (Fig. 35) : the 
main contacts, which serve only to carry the load current; and the 
arcing contacts, which protect the main contacts from deterioration during 
interruption. In addition two fixbd arcing horns are used in conjunction 
with the contact system. The moving member of the contact system 
carries the spring-loaded arcing contact as well as the main contacts. 
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The arcing contact 
passes through a 
sJot in the base of 
the front horn in 
the arcing cham¬ 
ber, and has an 
extended tail, 
which, in the 
closed position, 
maintains the arc¬ 
ing contact in close 
]jroximity to this 
horn. The opera¬ 
tion of the breaker 
will be understood 
from Fig. 35. 

The main con¬ 
tacts open first, 
the arcing contacts 
being temporarily 
maintained in the 
closed position by 
virtue of their 
being pivoted, as 
shown ; when the 
arcing contacts 
open the arc 
travels up to the 
position shown in 
Fig. 35. The tail 
of the front arcing 
contact facilitates 
the transfer of the 
arc from this 


moving contact to 

Fnj. 35. - CONTACT-OFEWING SEQl RNCE OF 3,300 VOLT Al]{ HRLAK rr.™f 

CIKCUIT-BREAKER. {English El(ctnc Co , Ltd ) irom norn m 

the arcing chamber 

at an early period in the formation of the arc, consequently the final 
break takes place between the arcing horns in the arcing chamber. 

Single-phase and three-phase tests have been made on these breakers 
up to voltages as high as 5,000 volts, ranging in current value from a few 
amperes to over 20,000 amperes symmetrical r.m.s. ‘‘ breaking,” and 
crest values of current of over 60,000"'amperes have been dealt with on 
“ making ” shots. The arcing time is limited to approximately two half¬ 
cycles at both the 100 per cent, and 10 per cent, duty cycles. The 
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breaker action provides an overall operation time of aj)proximately 
five half-cycles. 

The circuit-breakers can be mounted in totally enclosed sheet-steel 
housings, and the usual form is the familiar withdrawable truck-t 3 ^pe 
construction. The breaker illustrated in Fig. 33 is of this t^^e. Altern¬ 
atively, the breakers can be mounted in sheet-steel cubicles, suitably 
interlocked, and without the withdrawable feature. 

The advantages claimed for high-voltage air breakers as compared with 
oil circuit-breakers are greater safety, due to the absence of the risk of 
fire and explosion; avoida}ice of the need to si ore, pipe, and filter oil, 
together with some lessening of the 3' pense of inspection and maintenance. 

Air-break units ere l>eiTig used t< an increasing extent for both 
medium and high voltages Ameiu a, for instance, air-blast circuit- 
breakers with raf ii^gs up to i/' kV., and 2.500 MVA. are being extensively 
adopted for indoor service. For outdoor work the field is being developed 
and the range extended to liigiier voltages. 



Chapter VI 

HIGH-RUPTURING-CAPACITY FUSES 


AT one time the fuse was only suitable for the interruption of circuits 
/A^in which the fault currents were of relatively low value, but the 
modern fuse in its more advanced forms is a reliable piece of 
apparatus with a precision performance capable of interrupting the high 
fault currents resulting from the progressive increase in the short-circuit 
capacity of distributing networks, both at high and medium voltages. 
In some circumstances H.R.C. fuses are now used instead of a more 
expensive circuit-breaker especially for industrial and rural distribution, 
and in many cases the inverse time/current characteristic obtainable with 
modern types permits reliable discrimination, for protection purposes, in 
relation to the cireuit-breakers and other fuses used on the network. 

Four main t 3 rpes are in general use : (1) cartridge, (2) liquid, (3) ex¬ 
pulsion, (4) oil-immersed. 

H. R.C. Cartridge Fuses 

The cartridge type consists of a fuse element surrounded by an arc- 
extinguishing ^er in the form of a granular non-conducting material, 
the whole being totally enclosed in a tubular insulating container. The 
special capabilities of the type arise largely from the control of the arc 
by a solid instead of a gaseous or liquid extinguishing agent. H.R.C. 
cartridge fuses are now made with breaking capacities such as to permit 
their use on high-power systems, typical three-phase rupturing capacities 
being 25 MVA. at 440 volts, and 300 MVA. at 33 kV. The semi-enclosed, 
re-wirable porcelain fuse is not usually suitable for interrupting more 
than 3 MVA. at 440 volts. 

A suitable solid fuse-filler has a greater arc-extinguishing capacity not 
only than air but also than oil, owing to its property of absorbing and cool¬ 
ing metallic vapour produced by the arc. Most of the vapour is condensed 
at points remote from the arc, though some enters into combination with 
the filler. The resultant hot column of filler and vapour sets up a high, 
stable, and consistent arc voltage, which in practice may be as high as 

I, 000 volts per inch or more. This high value is dependent partly on the 
effect of pressure caused by the metallic vapour itself; many designs, 
therefore, employ complete enclosure and high mechanical strength to 
allow this high pressure to build up, and to be resisted. Others provide 
a deliberate* release for the pressure. The effect of the arc voltage in* 
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reducing the current to zero may be visualised as the introduction of a 
steadily increasing resistance in the current path. 

The function of the usual oU or air circuit-breaker operating on A.C. is 
to prevent re-establishment of the arc when it is momentarily extinguished 
as the result of the current passing through zero, either on the first or a 
subsequent occasion. Before the current zero the voltage drop in the 
arc is small, generally, compared with the system voltage, so that the arc 
has little direct effect in reducing the current, which in a circuit of low 
power factor will continue to lag by nearly 90®. A similar action takes 
place in many fuses ; for example, all high-voltage fuses except the filled 
cartridge fuse appear to operate in this way. The latter, whether for high 
or low voltage, develops an ar<? voltage immediately the element vaporises 
that is usually high enough to initiate an immediate reduction of current 
at whatever point in the v >llage wave the arc may commence. 

At the same time the effect of suddenly introducing a high resistance 
is to advance the phase of the current, and, if the arcing period is as long 
as about I cycle, the current by the time extinction occurs will have been 
forced apj)roximately into phase with the voltage. Since the action does 
not depend on the natural passage of the short-circuit through zero, the 
fuse has a similar performance with both D.C. and A.C. 

The filler has the property of being able to abstract a large amount of 
energy from the circuit. For example, a filler of silica, used in con¬ 
junction with a silver fuse-element, can absorb approximately 2 kW.-sec. 
per gramme. The greater part of the energy absorbed is used in fusing 
together the grains of filler surrounding the arc. The smaller the cross- 
section of the element the easier will be the duty of the fuse since there is 
less metallic vapour to be cooled by the filler. The opposite is often the 
case with other types of fuse, particularly those depending for arc ex¬ 
tinction on a gaseous blast effected by the arc itself, since a large quantity 
of metal may, within certain limits, be advantageous as it tends to 
strengthen the blast. 

The cartridge fuse is designed with the object of reducing the cross- 
section of the element within practicable limits. Some reduction can be 
effected by giving the fuse a low fusing factor, i.e. the ratio between the 
current that will blow the fuse in a spe(jified time and its continuous 
rating. Fusing factor is, however, largely determined by other con¬ 
siderations, such as the extent to which overload protection is required. 

In addition to interrupting short-circuits a fuse may be required to 
operate on dangerous overloads, in which case the maximum fusing factor 
of 1*6 specified in B.S.S, No. 88 is preferable, in order to j)revent inter¬ 
ruptions of supply by momentary overloads. For some purposes a 
fusing factor of 1*2 muy be desirable, but it is often necessary to obtain a 
factor as high as at least 3'0 by selecting a fuse of higher current rating 
than the full load current of the circuit; for example : fuses for motor 
circuits, for house-service use, and on the H.V. side of distribution 
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transformers. In these, and other instances, the function of the fuse may 
be to give short-circuit, and not overload, protection. 

Cartridge Fuse Elements 

Methods of reducing tlie cross-section of cartridge fuse elements are : 
to use a metal of high electrical conductivity and high melting-point ; 
increasing the dissipation of heat from the element, resulting in the use 
of a smaller section for a given fusing current ; and subdividing the 
circuit through the fuse into a number of parallel elements, thus securing 
a very appreciable reduction of the total section, on account of the 
increased surface for lieat-dissix>ation. A high rate of heat dissipation 
is inherent in the cartridge fuse because the relatively high thermal 
conductivity of the filler results in greater dissix)ation than from a wire 
surrounded by air, the corresponding increase in fusing current being 
about 2*9 times for the same cross-section. 

Another factor contributing to the reduction of cross-section is the 
conduction of heat along the element. Most fuses are short enough for 
the end caps or terminals to have an ap[)reciable heat-dissipating effect 
in the direction required. In addition, many designs, instead of using 
an element of the same section throughout its length, employ a type 
having one or more parts of reduced section (referred to later as “ necks ”), 
the heating of which determines the fusing current. Conduction along 
the element away from the neck thus reduces the cross-section required, 
(generally, the elements of all types of cartridge fuse are designed so that 
the end sections are of greater current-carrying capacity than the centre, 
with the object of dissipating the heat from the centre where the real 
break occurs. 

Current Restriction 

A small section of element also produces a very valuable current- 
restricting effect, because the smaller the section of the element of a fuse 
the more quickly does fusion occur under short-circuit conditions. If 
the prospective current is high and the thermal capacity of the element 
low, fusion takes place before the full prospective current of the circuit 
is reached, so that both the current at which arcing commences and the 
pre-arcing time are low. (The term “ pro8X)ective current ” has arisen 
because H.R.C. fuses act so quickly that the short-circuit current is 
interrupted before it reaches the maximum or prospective ’’ value 
possible with given circuit conditions.) Again, a low thermal capacity 
means that the energy to be dealt with by the fuse in the subsequent 
arcing period is reduced. Thus, if a reduced short-circuit current results 
from the use of a small cross-section, an easement of the breaking duty 
(equivalent to an increase in breaking capacity) is obtained in addition 
to that resulting from the reduction in the quantity of metal to be 
volatilised. 
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Current restriction is a factor of great importance in the design and 
application of fuses. Some types of fuse employ a high-resistance wire 
in parallel with a silver element so that this blows first, leaving the high- 
resistance wire to carry the current ; this wire increases the resistance of 
the circuit, thereby limiting the current to be interrupted. With A.C. 
the current-limiting effect is dependent also on the phase instant of the 
short-circuit. 

Mechanism of Fusion 

The exact way in which fusion occurs de])ends on whether the fuse is 
interrupting A.C. or D.f. : but, iu general, when short-circuit current 
flows through the fuse -smi‘e IVu puie metals the resistance increases very 
considerably with tempera^^ vvhile the specific heat does not vary 
greatly—the temperature oi the element rises at an increasing rate until 
the melting-point is reach'd. The temperature then remains steady 
while the power developed l)> the current is devoted to supplying the 
latent heat of fusion, after which it rises at a rate wiiich is further 
increased on account (fi t he change in resistam'e on ])assing from solid to 
liquid. As the element vaporises, ar(*ing commences and the voltage 
drop across the fuse be(*omes the maximum ])ossible witli the circuit 
conditions. At final clearance the resistance of the arc ])ath builds up 
as the temperature falls ; the fuse voltage diminishes in a relatively 
gradual manner, the current correspondingly falling to zero. The method 
of operation is such as to prevent the setting up of high-frequency 
voltage oscillations. 

The core of fused filler remaining after operation must have a satis¬ 
factory insulation resistance ; otherwise the resulting leakage current, 
apart from being in itself highly objectionable, may, wdiile the fuse is 
still hot after operation, have a sufficiently high value to release a})])reci- 
able energy in the fuse at a rate wdiich grows as tlie resistance falls, until 
a violent delayed failure ” occurs. The breakdown voltage of the fused 
core is also important and, although much low^er than that of the pure 
filler, it is, in good designs, of the order of several times the working 
voltage, and in general is at least as high as that of the insulation of the 
rest of the system. 

Construction of Cartridge Fuses 

The metals principally used for fuse elements are : silver, copper, 
aluminium, and zinc. Silver, apart from its high cost, is on the whole 
the best metal for fuse elements as it is free from oxidation. Aluminium, 
which has sometimes been used, has the disadvantage of forming a very 
marked skin. In certain bimetallic fuses silver or copper fs combined 
with low-melting-point tin alloy. 

There are two general types of filler : (1) The inert filler which in 
being fused by the arc gives rise to only limited chemical action. The 
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most usual material of this sort is silica in one or other of its forms ; 
the chemical action involved is the formation of small quantities of the 
silicate of the element metal. (2) The filler which gives off gas when 
heated by the arc, the action being endothermic. Pressure-relief vents 
are generally used, and need careful design to prevent emission of flame, 
and a too free release. The commonest example of this class of filler 
is calcium carbonate in the form of powdered or granulated marble, the 
gas evolved being COg, which is believed to assist in arc extinction. 

High mechanical strength of the fuse body is usually considered 
necessary, and for this reason bodies are commonly made of ceramic 
material of a grade having special resistance to heat and internal pressure. 
On the other hand, at least one type of high-performance fuse successfully 
employs a comparatively light tube of fibre, in conjunction with pressure 
relief; in some ratings the gases are discharged into a separate chamber 
formed by the annular space between the main fuse tube and a surround¬ 
ing outer tube. There is no marked distinction between low- and high- 
voltage cartridge fuses as the details of construction do not vary greatly ; 
the principal differences arise from the necessity of using a longer element 
in the latter case. 


Types of Fuse 

Cartridge fuses for low and medium voltages can be divided into those 
using an element of one metal only, and those with composite elements. 
Where there is only one metal silver is almost always used. Except for 
ratings below about 10-20 amps., subdivision of the elements is usually 
employed. The paralleled elements are sometimes used in a single-bored 
body, while other designs employ a ‘‘ honeycomb ” type of body, each 
bore carrying only one or two elements. Occasionally the silver elements 
are paralleled by one or more fine wires of resistance alloy, which have 
been regarded as assisting in short-circuit interruption. Most designs 
used necked elements to promote cool operation and to reduce voltage 
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surges. Heat insula¬ 
tion may be provided 
at the neck or necks 
to reduce the total 
loss in the fuse. A 
typical design of fuse 
with silver elements is 
shown in Fig. 30. 

The object of the 
composite-element 
construction is to 
afford longer time- 
lags on overload than 
are associated witli 
simple silver elements, 
and to facilitate cooJ 
operation, and consequently a low fusing factor. In one form, a copper 
or composite copper/silver element is provided with two necks, and 
with a complete gap bridged by a mass of low-melting-point tin alloy 
of large cross-section. Short-circuits are interrupted by fusion of the 
neck or necks, the alloy being left intact. Overload operation results 
from* the alloy being melted by the heat generated at the necks, and the 
time-lag is largely dependent on the time necessary for the heat transfer. 
A typical design is shown in Fig. 37. In a type introduced more 
recently the element is of silver carrying a blob of solder. Under 
overload conditions the silver reaches a temperature at which amalga- • 
mation between the silver and the solder occurs, and the resulting 
increase in resistance causes fusion. Short-circuits are cleared by the 
silver fusing in the normal manner. Where indication of operation 
is required, a fine wire in parallel with the main elements is provided. 
Fusion of this wire either fires a small quantity of a mild explosive to 
give indication by charring a paper label, or releases a small indicating 
spring. 

H.V. Cartridge Fuses 

In some designs of high-voltage cartridge fuse the arrangement is 
generally similar to that used at lower voltages, but with an appropriately 
increased length of body. In others, particularly for 11 kV. and upwards, 
the required length of element is obtained by winding it in the form of a 
helix on a ceramic core of star-shaped cross-section running along the 
axis of the fuse tube, the space between the two members containing the 
filler. This arrangement would be inefiective with a fluid fiUer, but in a 
powder of suitable dielectric properties the current continues to follow 
the helical path after arcing has commenced. The element, in certain 
designs, is of uniform section, but is provided with heat insulation near 
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the middle of its length to initiate 
fusion there under overload con¬ 
ditions. In other designs, while 
no definite neck is arranged, there 
IS a slight variation of section to 
reduce voltage surges produced by 
simultaneous fusion of the whole 
length of the element. Alterna¬ 
tively, reduction of surges is ob¬ 
tained by using high-resistance 
])ara]lel elements whose resistance 
increases considerably with the 
passage of current immediately 
before fusion. Pur this pui‘j)ose 
tungsten is used, as it has a high 
melting-point of over 8,()()0° C. 
A high-voltage fuse with helical 
element is sho\vn in Pig. 38. 

With high-voltage cartridge 
fuses the necessity for special ar¬ 
rangements to reduce heating of 
the fuse are less important than 
at the lower voltages, because 
currents are lower and cooling is 
better. When indicators are fitted 
they are designed to be visible at 
a distance if the fuse is to be used 


for outdoor work. Pusion of the indicator wire, usually, either releases 
a spring operating an indicating plunger or fhes an explosive to expel 
the jilunger. The movement can be used in some designs for remote 
indication, or to operate a switch which prevents single-j)hasing by 
opening all phases when a fault occurs in one. 


Liquid-filled Fuses 

Puses of the liquid tyyie are used extensively for the interruption of 
high-voltage circuits, being jiarticularly suitable for outdoor distribution 
networks. Two representative liquid fuses are the S & C carbon tetra¬ 
chloride and the Quenchol fuse. Ranges of these fuses are available for 
systems operating up to 132 IcV., and for rupturing capacities ranging 
from 5 to 1,000 MVA. These chemical-extinguisher types of fuse operate 
in a manner similar to that of the oil circuit-breaker, the gap in the circuit 
being formed, when the fuse element has blown, by the action of a spring ; 
and the arc is extinguished in the liquid dielectric. Tests have been 
made of this type of fuse to determine the capacity of 132 kV. units with 
a view to obtaining an economical method of tapping main transmission 
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lines. Short-eironit tests up to 992 MVA. were eleared successfully in 
times ranging from 1 to 2 cycles, and short-circuits up to 300 MVA. in 
2-cycle. Under this condition the fuses were well within their capacity 
and showed no signs of distress. The essential function of the high-voltage 
fuse mechanism is the introduction of a gap of sufficient dielectric strength 
to prevent the recovery voltage from re-establishing the arc. llie 
action must take place in the minimum period of time, otherwise, at 
heavy cuiTents, the thermal effect of the arc uill completely destroy the 
fuse, thereby causing a fauli on the high-voltage network. 


Construction of Liquid Fusts 

The liquid fuses shown ii- Figs 19 and 40 are of simple construction, 
the main features of ea^^h ’ t-.ng gene? )lly similar. The fuse element 
consists of tw^o wires in pai ihel the fuse 


wire or link, and the st?au? wire. The 
former is a low “resistance wii'c of low tensile 
strength, and the latter a high-resistance 
wire of high tensile strength, which (‘arries 
little current, its jirimary purjiose being to 
take the strain of the helical spring. Inside 
the spring is a flexible copper cable for 
carrying the normal current through the 
fuse, thereby preventing overheating of the 
spring, and ensuring its effectiveness when 
required to function as the means of intro¬ 
ducing the break in the circuit. 

Operation 

Attached to the ujiper end of the spring 
is a plunger—termed the lk|uid director— 
which is part of the electrical circuit, the 
fuse element being fixed to it, as shown in 
Figs. 39 and 40. The upper end of the fuse 
is fitted with a vent or valve cap. With this 
type of fuse the melting of the low-resistance 
fuse wire shunts the current through the 
strain wire which, being of low current- 
carrying capacity, instantly melts and allows 
the spring to contract. As the plunger* de¬ 
scends the arc is drawm into the liquid, 
which is forced up through the liquid director. 
The liquid is rapidly vaporised by the heat 
of the arc, and a high pressure is developed 
which forces the vapour around the arc 
stream. This action results in the rapid 



Fiq, 39. -Sectional view of 

S & r HIGH-VOLTAGE LIQUID 
FUSE 




74 


SUBSTATION PLANT AND EQUIPMENT 


VALVE strain fuse 
CAP WIRE LINK 


'n>P OONTA 
FERRULE 


PH08 BRONZE 
TENSION SPRiN 1 


de-ionisation of the arc 
path as the current ap¬ 
proaches zero, so that the 
dielectric strength of the 
gap necessary for the final 
interruption of the circuit 
builds up very rapidly ; 
being accomplished in J 
to 2 cycles. When inter¬ 
rupting heavy overloads 
the glass tube is strong 
enough to withstand the 
internal pressure de¬ 
veloped, but under severe 
short-circuit conditions 
the vent or valve cap 
blows away to relieve the 
excessive pressure. 

Each type of fuse varies 
as regards the details of 
construction according to 
its rating. Two main 
types of S & C fuse are 
in use, designated as B 
and D, which cover a 
range of 2*2 to 132 kV., 
and I to 400 amps. The Quenchol range is divided into four types for 
voltages from 3-3 to 110 kV., and fusing currents from 1 to 200 amps. 
For types I and II the two wires of the fuse element are surrounded by 
a cork casing, which confines the arc at the instant of break and prevents 
undue shock to the glass. In types III and IV the fuse element is en¬ 
closed in a separate chamber at the top of the fuse. This chamber is 
formed by the arrangement of steatite barriers carried by the element 
ring. Under severe fault conditions the first effect of the pressure 
generated in the chamber is the ejection of the valve cap, while at the 
same time the arc barrier prevents this pressure from being communi¬ 
cated to the glass tube. As soon as the plunger begins to descend the 
pressure in the tube is relieved by the arc barrier being blown from its 
seating. When very severe faults are being interrupted, th6 retaining 
pieces holding the arc shield in position are bent upwards, and the arc 
shield itself is ejected. This form of construction enables a high break¬ 
ing capacity to be obtained. 

The Quenchol liquid is a special mixture of chlorinated hydrocarbons 
with powerful aro-extinguishmg qualities, and high dielectric strength 
which remains effective over any range of temperatures encountered in 



Fkj. 40.— Sectional akrangkm>:nt of t\t»es III and 
IV Quenchol liquid Ft se ior htoh voltage 
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Fkj. 41.—Sectional arranofment of an 11,000 \olt G.E.C. kvi’clsion fuse, 

SHOWINO THE INTERNAL ASSEMHLY 

/ ^ Barrel ; g -- ExpauHiou t liambor ; h ~ Bottoiu contact ; k Terinmal. 

practice. When tested u/ith a standard B.y.8. oil gap, i.e. 15 mm. 
spheres and a 4 mm. gap, bjeakciov u oc iirs at 45 to 50 kV., as compared 
with a B.S.S. minimum for r d of 30 kV. 

Expulsion Fuses 

A typical expulsion fuse is shown in Fig. 41. Circuit interruption 
depends on the generation of firessure by the fusion of the wire in the 
expansion chamber g. The wire connecting the two fuse terminals is 
made up in such a way as to ensure the portion in the expansion chamber 
melting first. The pressure developed expels the remaining portion of the 
wire, and the hot ionised gases, out of the open end of the barrel /, con¬ 
sequently a long insulating path is introduced between the terminals to 
prevent re-establishment of the arc after a current zero. The time taken 
for interruption depends on the value of tlie current through the fuse. 
Tinned-copper fuse wire is used in the tyjie illustrated and it is, therefore, 
easily renewable. Expulsion fuses are in use for circuits uj) to 66 kV., 
and for normal currents up to 200 amps. Although their rupturing 
capacity is generally lower than that of liquid fuses, certain types have 
interrupted faults estimated at 500 MVA. at 66 kV. 

Oil-immersed Fuses 

The oil-immersed fuse consists simply of a wire connected to terminals 
under oil. If of small cross-section the wire may be enclosed by, some 
arrangement providing mechanical support. In the case of the fuses 
used in the switch-fuse in Fig. 49, below 10 amps, normal current the fuse 
element consists of a fine wire enclosed in a small glass bulb, to provide 
the necessary mechanical strength, which breaks when the fuse wire 
blows. Above 10 amps, a bare-wire fuse element is used as the cross- 
section is sufficient to provide the required mechanical strength. The fuse 
element, of either type, is fitted with two terminals for inserting in the 
contact clips which are attached to tension springs as shown in Fig. 49. 
This arrangement combines a short length of wire, and, therefore, a small 
quantity of metal to be volatilised, with a long clear break. 

The oil-immersed fuse is also employed for the protection of the 
high-voltage winding of potential transformers. 



Chapter VII 

SWITCH-FUSEGEAR 


F or tlio control of some power circuits automatic circuit-breakers 
are not required as the amount of faiilt energy that can flow under 
the worst conditions is such that fuses can be adopted for successful 
circuit interruption, in conjunction with a non-automatic switch for normal 
control. Various types of switches and fuses are used in combination 
for l?oth H .V. and L.V. circuits. Of particular interest are recent develop¬ 
ments effected to obtain full advantage of the high-rupturing cajiacity of 
modern fuses. 


H.R.C. Switch-fusegear 

Certain non-automatic switches emyiloyed in conjunction with H.R.C. 
fuses are capable of making and carrying the short-circuit current per¬ 
mitted by the maximum size of fuse that can be accommodated in the 
switch-fuse. The effect of this is to convert the switches to the equivalent 
of non-automatic circuit-breakers with a low ratio of rupturing capacity to 
normal continuous-current rating. obtain a high standard of per¬ 
formance contacts and operating mechanisms have been designed to 
meet modern conditions of^igh-fault kVA. In the case of contacts : 

^rst, they must be able to meet their making- 
capacity^ i^ing without blowing-off, or undue 
burning. Secondly, they must be such that 
an inherent blow-out effect is obtained 
without any multi-turn bloA<^-out coils. 
vThirdly, they must carry their continuous 
current without overheating. A form of 
contact which meets these requirements is 
shown in Fig. 42. 

Magnetic blow^-off forces are kept to a 
minimum by keeping the dimensions AF 
and AE small. Above 10,000 (peak) amps, 
multi-contacts are used to subdivide the 
current. The good making and breaking 
characteristics are obtained by using butt 
contacts with a wiping action upon closing. 
The configurations of the contact surfaces 
ensure that the arc originates at AB and 
travels up to CD. 
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Fig. 42. —c’ONTACTs lou switch- 
JbiJSTi}. {Journal I,F.E.) 
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Powerful arc 
chutes are adopted 
in conjunction with 
this type of contact. 
Whilst the quick- 
make/quick-break 
mechanisms which 
are very common on 
low-duty switch- 
fuses are satisfactory 
for certain applica¬ 
tions, they are not 
suitable for the high- 
duty switch-fus..^. 
Such mechanisms 
fail because they are 
unable to lorce the 
contacts right home 
when they have been 
burned by current 
making and break¬ 
ing. This failure is 
due to roughening, 
and the presence of 
copper beads. 
Recent tyiies of 
mechanism are de¬ 
signed to ensure 
positive operation. 
A complete switch- 
fuse unit consisting 
of a 200 amp. non¬ 
automatic air-break 
switch and H.R.C. 
fuses is shown in 
Fig. 43. This unit 
has contacts of the 
type shown in Fig. 
42; the special arc 
chutes should also 
be noted. 

When the cover 
is on, the case is 



Fuf. 43. —200 AMP. SWITCH-FUSE; fOVKK REMOVED 
Thom son-Hoiwton Co., Ltd.) 


divided into two compartments by an insulating barrier, the switch 
being located in one part and the fuses in the other, access to the latter 
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compartment being ob¬ 
tained through a hinged- 
front lid. The operating 
handle is brought to the 
outside of the case, all 
live parts are enclosed 
and the necessary inter¬ 
locks provided to ensure 
complete safety to the 
operator. The proportions 
of the closing mechanism 
and the design of electrical 
contacts allow the switch 
to be closed safely on to a 
fault having a prospective 
short-circuit current equi¬ 
valent to 25 MVA. This 
equipment is also illus¬ 
trated in Fig. 29. 


Fig. 44.- H.K.C. fuse with striker tin for trip- Switch-tripping FuseS 
PING SWITCH. (Johnson d? Phillips and Electric a i* t . 

Transmission, Ltd.) A disadvantage associ¬ 

ated with the use of fuses 
for the interruption of faulty three-phase circuits is that all three fuses 
must blow before the circuit is entirely disconnected. Thus if only one 
fusp blows, as may be in the case of a fault from one line to earth, the 
circuit is maintained via the other two lines, and motors may continue 
to run as modified single-phase machines, the two healthy lines carrying 
the whole electrical input to the motor. This may lead to overheating 
of the cables and motors, with consequent risk of breakdown later. To 
avoid this it is advisable to use an automatic switch-fuse operated by a 
suitable protective device. 

A device recently introduced to prevent single-phasing is the EETEE/ 
JP, H.R.C. fuse incorporating a striker pin for tripping the switch. 
Fig. 44 shows a fuse of this type. 

the fuse, of the filled cartridge type, has silver elements for carrying 
the main current and a shunt irafe of high-resistance tungsten to which the 
current is transferred when the silver elements melt. In series with the 
tungsten wire is a weak fusible section connected directly to the striker 
pin. The weak section dissipates shortly before final clearance of the 
circuit and causes ignition of a small chemical charge contained below 
the piston of the striker pin. Although the chemical charge is too small 
to produce any destructive eflfect, when it is fired the striker pin is forced 
outwards to operate the trip of an associated switch.^ The mechanical 
movement of the striker pin is effected in approximately i second. This 
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short interval ensures that the actual electrical interruption through the 
tungsten element has long been completed before the striker pin has 
operated the trip mechanism. 

Tests show that the striker pin begins to move 3 to 5 cycles after 
interruption is complete. After operation it is important that the 
striker pin should not be forced back into the fuse, otherwise it might be 
possible to re-close a switch with the fuse blown. A looking catch is, 
therefore, provided to prevent this. An additional feature of the striker 
pin is that its position gives an immediate indication of a blown fuse. 

When used in conjunction with L.V. air-break gear the fuses are fitted 
into a case with a switch, ni the forni o^ a modified air circuit-breaker, 
which can be latched in. A q’uck-bre<tk action of the switch when 
opening ensures that the circ^Ui. cannot f>c disconnected slowly ; in fact, 
the opening speed is entir^^ly out of the control of the operator. 

A typical switch-fusegeaj installation incorporating tripping fuses is 
shown in Fig. 45, The witch <*ontacts are of the contactor type making 
line contact under high pressure. Both in making and breaking circuit, 
a very definite wiping action occurs at the contact faces, thus maintaining 
a good and clean contact surface at all times. The contacts are of the 
single-break type, the heel portion being permanently connected to the 
lower fixed contact by a flexible copper jumper. Arc chutes, together 
with arc runners on the main moving contacts, promote rapid attenuation 
of the arc. 

The H.R.C. tripping fuse with its ultra-ra])id cut-off’ is also the basis 



45. —Ant-BHKAK 8WXTCH-FUSEOI5AH IKCOHPORATmU FUSK8 WITH STBIKE-PIN DKVIOE 
Two oil-immersod switchea arc also shown. (Johnson d* LfJ,) 
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of a high-break¬ 
ing- capacity 
t 3 rpe oil-break 
switch for use 
on low-voltage 
systems. The 
unit is shown in 
Fig. 46. Three 
fuses are carried 
on a chassis in 
such a way that 
the tripping 
plunger im¬ 
pinges on the 
same trip bar 
as is provided 
for the overload 
and other pro¬ 
tective devices. 


/?(/ U>. TKirPIN(. J l Sf S M’i'LlI 1> TO OIL UKLAK SVMl(. llOLAll 

(Jo/oLsoH PhilUps, Ltd.) 


By this means 
a breaker of 
relatively low 


breaking c*a])acit\ is immediately converted to one of much higher 


breaking ca])acity. In addition, it provides for three-})hase tripping if 
only one fuse blous. Access to the fuses is obtained by removing the 


top cover, \\liicli is interlocked so that it cannot be removed unless 


the circuit-breaker is open and isolated. 

Tests on a particular type of oil-breaker demonstrated that, when 


not associated vdth H.R.C. fuses, their capacity for making on to an 
existing fault would be limited to approximately 15 MVA. at 400 volts. 
Later tests with fuses proved that the breakers are good for 30 MVA., 
and even at this value no distress in operation was indicated. Closing 
on to peak currents of about 89,000 amps, was accomplished without 
difficulty, and the ultra-rapid action of the fuses limited the burning of 
contacts to mere pinheads. The rapid cut-off action of the fuses makes it 
impossible for an operator to be in trouble when closing on to a fault as 
the fuse functions as a force-trip device. 


Outdoor-type Isolating-switch-fuses 

Liquid and expulsion fuses are used in combination with outdoor-type 
link-switches to form what are, in effect, switch-fuse units for the control 
of H.V. overhead systems. By this means inexpensive, but effective, 
switching can be provided for networks of limited fault-current capacity 
where the demand for energy is insufficient to warrant a more costly 
arrangement. 
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In some cases the fuse itself is de¬ 
signed with a special cartridge so that it 
can be used as an isolating switch as 
well. An isolating switch employing an 
expulsion fuse for the link, and suitable 
for the protection of distribution trans¬ 
formers up to 200 kVA., and voltages up 
to 11 kV., is shown in Fig. 47. The fuse 
is shown in the open position. It is 
arranged for vertical mounting at a con¬ 
venient height for pole (peration th< 
fuse barrel being in p.ii upright positicT; 
when closed and opening outtvajds Thet 
fuse holder consist« nf a hollow porcelain 
barrel fitted with a contnet >t t aeh end, 
the lower contact being c‘a])able of 
swivelling in a vertical plane on a hinge 
mounted on the lewder of the two in¬ 
sulators which hold the fuse in position. 

Both contacts on the fuse barrel are 
fitted with eye-rings into wdiich a hooked 
operating rod c^an be inserted. By 
pulling the upper eye-ring the fuse can 
be pulled out of the top insulator con¬ 
tacts after the manner of an isolating 
switch. In the isolated position, the 
lower eye-ring is accessible and the 
fuse unit can be removed for rewiring 
by inserting the hook of the operating rod and giving an upward jerk. 

Arcing horns are fitted to the upper contact of the fuse unit and to the 
fixed contact of the upper insulator, thus enabling the isolator to open 
circuit under light load conditions. Currents up to 8 amps, at J1 kV. 
can be safely ruptured by the horns. 



/’///. 47. —1 I k\\ ISOI^ATINCJ SW1T('H- 
EMI’L()YJiJ(i AN EXIM LSFON 
FCSE FOU THE LINJC 

{(hueml Electric Co.^ Ltd.) 


Fuse-isolating Switches 

Some fuse-isolating switches automatically isolate the circuit when the 
fuse has blown, thus avoiding manual operation of isolators. A typical 
equipment is illustrated in Fig. 48. The important feature of this unit is 
the fact that when the fuse is blown the barrel is automatically released 
from the top contact and held suspended from the bottom bracket, thus 
indicating the exact position of the blown fuse. The fuse is of the 
expulsion type; it is easily re-wdrable and has a three-phase breaking 
capacity of 36 MVA. 

The fuse element consists of a short length of fuse with one end 
attached to a brass connector lug, and the other silver-soldered to a length 
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Fig. 48. —Combined fuse 

AND AUTOMATIC ISOLATING 
SWITCH FOR CIRCUITS UP 

TO 22 kV. 


of tinned-copper flexible cord. The actual 
fusible element is encased in a length of bake- 
lised sleeving. The complete fuse element is 
threaded through the bore of the fuse barrel, 
the top end being attached to the top contact, 
and the bottom end to the release levers. The 
tension of the fuse element is such that the 
release levers are set so that they register with 
a catch seating on the bottom fixed insulator. 
When the fuse melts the levers are released, 
allowing the fuse carrier to drop to the bottom 
contact, where it is prevented from falling to 
the ground by means of two spigots with hard 
rubber buffers. This combination of fuse and 
automatic break switch is used for protecting 
transformers and distribution lines against 
limited fault currents. Alternatively, the 
various types of switches and fuses of the out¬ 
door class are mounted as separate components 
of a complete substation equipment. 

Oil-immersed Switch-fuses 


{General Flectnr Co., Ltd.) In situations where the expenditure for oil 

circuit-breaker equipment would be un¬ 
economic, but at the same time air-break gear is not permissible, 
oil-immersed switch-fuses afford inexpensive and efficient protection, 
with a definite breaking capacity, for certain high-voltage circuits. 
For example, small consumers at outlying points on a system are 
often supplied by oil-immersed switch-fuses when a comparatively 
expensive automatic circuit-breaker installation would not be a com¬ 
mercial proposition. With power transformers of medium kVA. the 
switch-fuse gives adequate protection on the H.V. side against short- 
circuits, leaving the protective apparatus on the L.V. side to take care of 
overloads. Ring-main isolator equipment is also used in conjunction 
with oil-immersed switch-fuses for the purpose of connecting a series of 
stations into the ring. 

A typical oil-immersed switch-fuse is shown in Fig, 49. This consists 
of a steel-plate tank, having suitably spaced lining and phase barriers, 
with a fuse for each phase mounted between contacts fixed to the inside 
of a hinged hd. When the lid is closed the contacts engage with fixed 
contacts carried by insulators secured to the sides of the tank. When the 
lid is open the moving contacts, and consequently the fuses, are out of 
circuit and clear of the oil. 

The equipment is used for circuits up to 11 kV*, and theffuse elements 
of two types (see page 75) have a range of up to 100 amps., nOmal 
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current. A steel-plate 
hinged lid is operated 
by a loose handle 
which normally lies 
flat against the top 
of the cover. This is 
first raised to the 
vertical position by 
means of the long 
lever and from this 
position it is lowered 
to the fully open 
position by means of 
the second handle at 
the top of the cover. 

Fig. 49 illustrates this 
operation. An inter¬ 
locked isolating device 
is provided which 
enables the top lid to 
be closed and bolted 
down before the fuse 
is put in circuit, there¬ 
by avoiding the risk 
of the lid being closed 
on to a live faulty 
circuit, and being 
blown open. One set of three insulators inside the cover is mounted so 
that it can be rotated from outside the tank by a handle at the side. 
The contacts at the lower end of these three insulators engage the 
contact clips fitted to the fixed insulators which pass through the tank. 

The fuse proper is connected between one fixed contact and one 
movable contact. As the fuse is carried between springs, the small 
movement of the movable contact does not distort it. The isolating 
device is interlocked with the lid in such a way that: 

(a) The top lid cannot be opened or closed until the handle of the 
device is in the ‘‘ off ’’ position. 

-(b) The isolating handle cannot be moved to the on ” position until 
the lid is fully closed. 

The isolating device is suitable for breaking small currents such as 
transformer exciting currents, and line charging currents, of the order of 
6 amps, at 11 kV., or 10 amps, at 6*6 kV. 

When the lid is opened to gain access to the fuses a protecting cover is 
automatically brought into position over the top of the switch-fuse, 
thereby protecting the live parts from accidental contact, and preventing 



Fi(J. 49.—OlL-lMMERSEI) SWnCH-Fl SE, SHOWING THE LID 
OPEN FOR ACCESS TO THE FUSES 

[Kuglmk FJlertnv Co., Ltd.) 
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b'ig. oO. -Ojl-xmmkrsei) swrrru-p'rsE t nit, siiowfisjd the lid open with eaktiiing 
BRAIDS IN POSITIO^. {English Electric Co., Ltd.) 

the entry of dirt or moisture whilst the lid is left open. By the use of 
this device the switch-fuse is suitable for isolatirg a circuit for any length 
of time. In the normal operating position of the unit the protecting 
cover stands in an almost vertical position exhibiting a “ danger ” 
notice. 

Special provision is made in these switch-fuses for earthing and testing 
cables. Permanent earthing sockets contained in screwed plugs are 
provided inside the lid op})osite each phase, as shown in Fig. 50. To 
earth the circuit the fuses are removed and a set of short flexible leads is 
connected at one end to the fuse sockets, while the other ends are plugged 
into the earth sockets. By closing the lid which contains the earth 
sockets, and then the isolator, earthing is completed. To test the 
circuit, the metal plugs in the lid are removed and replaced by three 
insulated terminals suitable for “ loop ” or insulation tests. 


Chapter VIII 

POWER TRANSFORMERS 


B ASKJALLY the transformer is a simple pit'ce of eciuipment ; the 
complicated appearance of some modern units results from the 
addition of various components to meet requirements of high volt¬ 
age, high efficiency, and large capacity. 

Without entering fully into the theor^^ of the transformer it may be of 
assistance to briefl^^ restate the elementary principles involved. When an 
alternating voltage is apjilied to the pi imary winding of a transformer, vdth 
th^ secondary circuit open, a small current—lagging nearly 90° (^-oycle) 
behind the applied voltage—flows in the primary circuit only. Thjs no- 
load current is the vector sum of two components ; the current required 
.for fhe no-load energy losses, and the magnetising current. The first 
component is associated with the iron tosses—the copper loss is negligible 
—and is in jihasc with the applied voltage, while the second, lagging 90° 
behind the a])plied voltage, serves to magnetise the core and create the 
flux which induces the voltage in the secondary winding. Thg^aJ iue of 
the magnetisiug current is liiinted by the_bju.‘k E.M.P\ it induces in the 
primary^windHrg by_yiilue.of tlminductive nature of that winding. The 
back E.M.F. opposes the applied voltage, thereby limiting the effective 
voltage available for circulating magnetising current in the primary 
circuit. 

The secondary voltage is given by the formula : 


E - 


^.f.n O T 
10 « 


( 1 ) 


where E — r.m.s. value of the induced voltage. 

/ = form factor of the applied voltage wave (L-11 for a sine wave). 
n = frequency of the supply. 

<I) — total magnetic flux through the core. 

T = number of turns in the winding. 

The formula (1) applies to both the back E.M.F. induced in the primary 
and the induced voltage in the secondary ; the value of the voltage 
induced in each winding is directly proportional to the flux and the 
number of turns on the winding, and as the flux is common to both wind¬ 
ings the voltage induced in a single turn of each will be practically the 
same. Furthermore, the difference between the applied voltage and 
the primary ba ck E.M.F . ¥mail,~conseqn en tlyp^^>rat4e-ofthe voltages 

4 . 
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of the two windings—^the transformation ratio—^is equal to the ratio of 
the numbers of turns, i.e. : 


Vs y, 


( 2 ) 


where and are the voltages of the primary and secondary circuits 
respectively, Tj, and Tg being the corresponding number of turns. 

Also, for practical purposes, the primary kVA. = the secondary 
kVA., and the current in the windings will be in inverse proportion to 
their voltages. Eor example, a transformer with a transformation ratio 
of 15 to 1 connected to a 6 kV. supply wiU have a secondary voltage of 
400, and when the current in the primary is 10 amps, the culTent in the 
secondary will be 150 amps. 

On open circuit the transformer acts as a single winding of high self- 
inductance. and the open circuit power factor ave!tage» about 15 per cerir.'^ 
When the secondary circuit "closed the value of the current that flows 
in the secondary winding is determined by the magnitude of the induced 
voltage, and the impedance of the whole circuit. The secondary load 
current produces a flux in tho^coie^m phasftjyjtlLjdieLnmxe^^ tends 
to redjiecrthe-^ect^o^ self-inductance of the primary. Thua the 
primary current increases and produces a flux equal and opposite to that 
due to the secondary current, so that the core is maintained in its initial 
state of magnetisation, i.e. the open-circuit magnetisation. For this 
reason the ironJosgJwHmdependeu^ of the load. The total current in the 
primary windifigTs the ve^or sum of the primary load current and the 
no-load current. ----— 


Impedance Voltage 

Actually, as the primary and secondary windings cannot occupy the 
same space the magnetic fluxes due to the primary and secondary currents 
do not exactly balance each other; there is a stray or leakage flux 
which induces a back E.M.F. in both windings. win ding 

this back E.M.F. is additional to the original open-circuitTaSk E.JiT.F. 
and acts-4trfe3ucelrfh^ current with iftcreasmg load, conse¬ 

quently the induced secondary voltage is also reduced. In the secondary 
the effect of the leakage fluX^fd induce^M E.M.F. opposing that induced 
by the main flux so that the voltage available at the terminals is further 
reduced. Thus there is a reactive voltage-drop in each windin g, ad di- 
tional to the drop due to the resistance; which t*6Ulpaf4tively small; 
and the sum-t^;aFeflecf ofthe vafiourVoItage-drops is mantfested at the 
secondary terminals as the impedance voltage-drop of the transformer. 

The impedance drop is usually expressed as a percentage of the nprmal 
primary voltage, and varieB directly as the load, wifhin the BoiSSf limits 
of loading ; i.e. an impedance voltage of 5 |>er cent, at full load would be 
2 J per cent, at half load, and per cent, at 25 per cent, overload. 



P#WER TRANSFORMERS 


87 


Since the effect of the transformer impedance is to cause a progressive 
decrease in the output voltage as the load incyeasea^ ^this, together with 
fluctuations of the sup^‘ voltage, may" necessitate some means of 
controlling the system voltage, either by apparatus auxiliary to the 
transformer, and in certain circumstances located at a position on the 
network not direDtl3rmgsociated with the transformer, or by ondoad tap¬ 
changing gear integral with the transformer* 

Principles of Tap-changing 

Tap-changing equipment \s dealt with iu a later chapter, but certain 
principles involved can be conveniendy discussed at this stage. From 
VF T \ 

formula (2)( == ifs clear that wfh Fp constant, the value of Vg 

can be varied by changing the ratio of to —the turns ratio. The 
function of tap-changing voltage control equipment is to enable the 
turns ratio to be varied, within limits determined by the particular 
requirements, by adjusting the number of turns on either the primary or 
secondary windings, or both. As the number of turns on each winding 
is, of course, fixed, variation of the turns ratio is effected by adjusting 
the number of turns actually in circuit, tappings being taken from the 
winding, or windings, for this purpose. Although the effect of adjusting 
either the primary or secondary turns is the same, the funda^mental cause 
of the variation of secondary voltage differs according to which windmg 
is tapped. The effect of adjiisfing the number of primary turns in circuit 
is to change t he self-inductance of th e primary winding, which determines 
the value of the back iC.M.F. opposu5§'’tiro^^ voltage. The change 
in the value of the back E.M.F. brings about a corresponding change in 
the value of the magnetising current which results in an alteration in the 
value of the flux in the core inducing the secon dary voltgge. Thus, when 
the number of—^which varies 
as also 4^ci;eases^ and the magnetising llMieiilesS 5 tSBe 

o^postt^ bdng the case Vhen the number of primary turns in circuit is 
increased. The variation of magnetising current produces a correspoM- 
ing variation in the value of the total flux so that, for a constant number 
of secondary turns, the volts mduced per turn are 
accoi:;^Jjftg4a^4d^ rha^etising^ current is higher or lower than its 

original value. The secondary voltage is the pro duct of t he induced 
.yolts per turn and the number of turns in jgjies. The effect of a3]ustmg 
the liinEItep of pnihaiy " is further demonstrated by 

considering what happens when, for instance, the supply voltage drops 
and it is required to restore the secondary voltage to its former value. 
With the decrease in the voltage applied to the primary the magnetising 
current is reduced. To induce the same secondary voltage as before, 
the magnetising current must be increased to such a value that the volts 
induced per turn are the same as before the decrement of the applied 
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voltage. The magnetising current is increased by decreasing the number 
of primary turns actually in circuit until the total flux in the core is 
restored.lo^jts preyious value ; but as the totalTIux is proportional to 
the product of the magnetising current and the number of primary turns 
(the amper^’^^urns), since the number of turns is now less, there lias to be 
a proportionally greater increase in the value of the magnetising current. 
This can only result from an appropriate decrease in the value of the 
back E.M.P., which is effected by reducing the self-inductance of the 
primary winding. Since the self-inductance varies as and the total 
fl ux ag, with a given magnetising current5'«»‘^!s^^ variation in 

is requ&cd to 'Cffeet a relatively large alteration in the total flux ; 
consequently the increase in magnetising current to compensate for the 
reduction in turns is also relatively small. This will be understood by 
considering the fundamental relations of the quantities involved. 

Now, where L is the self-inductance : i/ oc O T, 
and where A is the magnetising current: ^ cc AT, 
therefore : L az AT^. 

Since the back E.M.F., E cc L : E cc T^. From the above it follows 
that, since the magnetising current A varies as the difference between 
the applied voltage and the back B.M.F., an appropriate alteration of T 
automaftCSlIy adjusts L and, therefore, E, so that A has a new value 
corresponding \o the total flux required to induce the same secondary 
voltage as obtained before the decrease in the applied primary voltage. 

Also from formula (1)—page 85—it is clear that E, O, and T are 
interdependent, the values of the first two being governed—^with a given 
applied voltage—by T, 

Voltage control by adjustment of the number of secondary turns in 
circuit is very simply explained by reference to formula (1) when E is 
the voltage induced in the secondary ; an increase in the number of turns 
produces an increase in the secondary voltage—and vice versa. In this 
case, with the same value of total flux, the volts induced per turn are the 
Same, and the total voltage in the winding is greater, or less, accoiding to 
whether there are more, or fewer, turns in series. To maintain a constant 
voltage, any variation of the flux, due to variation of the primary voltage, 
can be counteracted by adjusting the number of secondary turns. 

Limitation of Short-circuit Current 

Although the impedance of a transformer has an adverse effect on the 
voltage regulatteli" it Slso limits the current that can flow under short- 
circuit oonditions. This characteristic of ;the transformer is of great 
-utility under modem conditions* when Jhe interconnection of large- 
cap4city systems makei^i^vailabl^a trem^dpus amount of fault energy. 
Transformers are built to withstand internal strespes arising from a 
dead short-circuit at the secondary teminals for a period long en ough t o 
permit the circuit-breaker to clear the fault. The vaTSiS'^ofshort 
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circuit current, when this is limited by the transformer impedance only, 
is given by the percentage impedance voltage at full load. Thus, the 

current in the secondary Wiifdlng is equal to ^ normal full- 

load current, where 7j per cent, is the j)ercen^ge impedance voltage at 
full load. For the purpose of current restriction the impedance voltage 
of small transformers is usually about 5 j)er cent., and for large high- 
voltage units, about 10 per cent. 

Transformation Losses 

During the process of transtormalion a certain percentage of the 
energy input is lost, being manife8te<l heat, the dissipation of which is 
a major problem in transform#*^ cn^ineei *ng. Energy is lost in both the 
iron and the copper. The ifoirioss is made up of the eddy-current loss 
and the hysteresis lo.^s, first resulting from the currents circulating 
in the closed metallic cifcuits formed by the core laminations, due to the 
E.M.F. induced in them by the alternating flux ; and the second, from 
the energy expended in destioying the residual magnetism in the core 
at each reversal of the flux, i.e. every half-cycle. The eddy-current loss 
is proportional to R® (is the flux density in lines per sq. cm.), and, in 
practice, the hysteresis loss is also approximately pro})ortional to 
The latter is frequently quoted as being proportional to but ajthpugh 
this is accurate for low flux densities, it is definitely not true for high 
flux densities. The hysteresis loss is more correctly expressed as being 
proportional to where x gradually increases and may reach a value 
as high as 4 when the flux density is 14,500 lines per sq. cm. As Ohm’s 
Law applies to the circuits in the core around which the eddy-currents 
circulate, the core is made of thin silicon steel laminations of high 
! electrical resistance. Since the eddy-current loss in eacli lamination is 
1 projiortional to the square of its thickness, the laminations are as thin 
jas the mechanical pfbperties required will permit, and are insulated" 
1 from each other so as to obtain a large number of high-resistance electrical 
1 circuits. By these means the edd 3 ^-current loss in the iron is minimised. 
^Typical laminated cores are shown in Figs. 51 and 52. In the latter, the 
sheets of pj:pSi^];)oard used as additional insulation to divide the large core 
into sections should be'^noTedT Thisls a usual practice with large cores as 
the voltage induced in them is considerable. 

I Another precaution adopted to reduce the eddy-current loss is to 
c^efully insulate the clamping bolts, passdng through the core, from both 
the clamping plates and the laminations. \ 

The hysteresis loss is kept as low as ;is practicable by using low-loss 
laminations and keeping the,flux density reasonably low, the value of the 
latter being a factor determining the dlinensioiis of the core ; which must 
be maintained within e^ojapminallin^ 

The copper loss is tlxe energy dissipated as heat due to the resistance 
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Fig. 61. — Core construction and axial coouing ducts of’hirke-filase transformer 

[Johnson <f? PhiUipSf Ltd.) 

of tb.e windings, the loss in watts bemg equal to The value of JS 

is directly proportional to the total length of the copper circuit in both 
windings, and inversely proportional to the cross-sectional area, that 
for a given current density R dep ^nila on, of each*turn, which 

is determined by the perimeter of the core, and the total number of turns 
required, both quantities being definitely refeted to the fl.ux density. 
Each winding can be considered separately, the resistance of the trans¬ 
former being, of course, the sum total of the primary and secondary 
resistances. The relations of the quantities in the iron and copper circuits 
ar^pparent from formula (1)—^page 85. 

fErom this : if, for instance, with a given cross-sectional area of core 
th^ total flux is increased by increasing the flux density, for the same 
induced voltage the number of turns may be reduced, which decreases the 
resistance of the winding:'^ Aga3fl,'"decieayiTig^Fflux density by increas¬ 
ing the area of the core to obtain the same total flux will increase the 
length of each turn, and, since the nnmr numhpr i‘p11ii iiri in ri npii^pd the 
resistance of the winding. Thus, the flux density, which largely deter¬ 
mines the iron loss, will also indirectly determine the resistance of the 
windings in so far as length of each turn is coj^icemed. The only dimension 
of the thfl i t i is of the flux density is the cross- 

sectional area of the conductors ; as the copper loss varies inversely 
as this, the current density will be a determining factor in the total loss. 
Reducing the current density to below a certain value Is a muck 
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expensive method of 
reducing the copper 
loss; but this is 
always kept as low 
as possible by using 
circular coils and 
minimising the 
eddy-current loss in 
large conductors. 
Coils are, of course, 
made circular to 
satisfy bothmechani- 
cal and manufactur¬ 
ing requirements. 
Circular, cods neces¬ 
sitate a special form 
of core construction 
which has the mini¬ 
mum periphery for 
a given cross-sec¬ 
tional area. The 
ideal would be to 
have a truly circular 
core, but this would 
necessitate a diflFer- 
ent width for each 
lamination, which 
is impracticable. By 
using several sizes 
a good approxima¬ 
tion to the circular 
form can be ob¬ 
tained. This method 



Fly , 52.—Lakge coiie, showing laminated construction 

AND COOLING DUCTS 

(Hackhridge EUctric Construction Co , Ltd.) 


of core construction is shown in Fig. 51. Heavy-current windings are 
divided into a number of parallel strands, or separately insulated con¬ 
ductors, in order to reduce eddy-current losses (due to the leakage flux) 
in the copper circuit to a minimum. 

From the previous discussion it is cleat-tbat the flux density is the 
critxcalVtfli^yPIScIfiBJ^SSS^fesrfedfSnto^ in a transformer. To reduce 
the'«wiToss by decreasing flm flux density entails, either the use of » 
greater quantity of iron, which" tnxsreas^ the Tength of 'ehbh tumln the 
•windings, or else, a grffl ter number of turns. In either case the copper 
loss is increased.” Cipposite^ aoinaieaise in the flux density reduces the 
copper loss but results in a higher iron loss. From this it follows that a 
transformer can be designed so that—^within the limits imposed by the 
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necessity for maintaining the required electrical characteristics—the 
ratio of iron loss to copper loss is such that the unit will have its maximum 
efficiency in the region of its most usual load. For example, a transformer 
that only ojierates at full load for a few hours a day, and is for the greater 
part of the time under-loaded, should have a ratio of iron loss to copper 
loss which will give the highest “ all-day efficiency ; its maximum 
efficiency being at, say, three-quarter load. The all-day efficiency is 
defined as : 

kWH. output per 24 hours 

kWH. output per 24 hours + kWH. wasted per 24 hours 

The iron loss is approximately constant at all loads, and the copper loss 
varies as the square of the current, consequently, a distribution trans¬ 
former, for instance, on circuit continuously and only lightly loaded for 
the greater part of the day should have a relatively low iron loss. 

Dissipation of Heat 

The energy loss in a transformer is manifested as heat, which is 
partially removed by the cooling medium—air or oil—in direct contact 
with the core and bindings and partially absorbed by the materials used 
in the construction of these. Starting from cold, with a constant load 
the temperature of the materials rises imtil the heat is being dissipated 
at the same rate as it is being generated, the temperature being then 
maintained at a constant value. At some particular load—the value of 
which varies according to the ambient temperature—^the temperature 
rises to the maximum value permitted. Aboye this loa d the teMis 
generated at a faster»xate than it can be disslpSfedand the temperature 
Unless the temperalui^=Tise is checked, either by reducing the load 
or by some means increasing the rate of heat dissipation, the temperature 
may reach a value that will produce a serious deterioration of quality 
in the materials, with a consequent danger that the internal insulation 
of the transformer may fail when subjected to the maximum electrical or 
mechanical stresses encountered during operation. At the same time, 
for commercial reasons, it is necessary to employ the exptfmwe m^tteriaflB 
used to the best advantage, i.e. to obtain the highest continuous output 
from a^ transformer without exceeding the maximum temperature per¬ 
mitted for the particular class of material utilised. To this end, con- 
sider^jile-atteBtion has been given to the problem of transformer QOoUng, 
transformers being oTaSBijSedrneeOTdffigTg|Ee^^ employed. 

Here again, the cooling methoti^trdoptecflror ar'partictilar unit is trouaily'^ 
dictated by economic considerations, as there is a limit to the cost that 
may be incurred in obtaining a high output ; the initial cost and the 
annual expense involved with elaborate cooling equipment may not be 
justified by the increased output made possible thereby. Oppositely, the 
provision of an auxiliary cooling equipment, operated only when the load 
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on the transformer exceeds a certain value, may be definitely advan¬ 
tageous in circumstances where the load is not greater than 50 per cent., 
say, of the rated output of the unit with the auxiliary cooling equipment in 
operation, for the major part of the day. Cooling equipments are dis¬ 
cussed in Chapter IX. 

For the present it may be said that with many transformers effective 
cooling can be economically obtained by the natural dissipation of the 
heat from the surfaces of the core and windings in contact with the cooling 
medium. In oil-immersed units the heat is finally dissipated from the 
external cooling surfaces in contact with the atmosphere. The^oblem 
of cooling large transformers arises fi‘»m the fact that the output of a 
particu lar des ign increases as the fourth ]H>wer of the linear dimensions, 
and the losses^aS'‘the cul^e ; the suiface area available for cooling 
increasefiL^only as.the square. Thus in order to take advantage of the 
greater output and efficiency obtainable with a certain design of trans¬ 
former by simply increasing the linear dimensions, it is necessary to 
provide, either more sm^ace area in contact with the cooling media, or 
increase the rate at which the heat is removed by increasing the rate at 
which the cooling media flow over the hot surfaces. Both these methods 
may be used in combination. In practice, bath the internal surface area 
and the rate of flow of the cooling medium over this are increased by the 
provision of numerous unimpeded paths at various parts of the trans¬ 
former to allow the medium unr est r i e te dTacbess to the hot surfaces. The 
paths, or ducts, are formed in various ways according to the type and size 
of the transformer. 

Arrangement of Cooling Ducts 

Most transformers have ducts between the core and the lower-voltage 
winding, and between the latter and the higher-voltage winding. Above 
a certain size the windings are subdivided so as to ensure efficient cooling. 
In some large transformers the system of ducts throughout the windings 
is such that every turn is always in contact with oil./ The possibility of 
hot spots is thus entirely eliminated. G ore-type transform e rs are pro - 
vided with axial.dflQta (or ak ducts), formed on^ptl^ 
win^Rhg kTy'tKe'insertion of insulating spacers extending the full length of 
the Core. With the larger transformers, cylinders of insulating material 
are used in addition to the vertical spacers. The exact arrangement 
depends on the type of coil employed. Axial oil ducts are clearly shown 
in Fig. 61—^where three stages^i|[^ the transformer assembly are depicted. 
Above a certain size it is necesSky to provide rcbdial ducts to supplement 
the axial cooling. Fig. 53 illustrates one method of obtaining radial 
cooling ducts between each section, consisting of a disc coil, and axial 
ducts between the winding and the insulating cylinder aroimd the core. 
The ducts arranged in a complete assembly of high-voltage and low- 
voltage coils for one phase of a transformer are shown in Fig. 64. 

4* 



94 


SUBSTATION PLANT AND EQUIPMENT 



Fig. 53 . —Method of obtaining axial and horizontal cooling ducts 
(BrUish Electric Transformer Co.y Lid.) 


ar^ only partly accessible, being embedded 
inlEl ^cor e, ^d the direct cooling of the coils is not as good as with the 
(Sd^ie-type. On the other hand, a greater surface area of the core is in 
direct contact with the bulk of the cooling medium. By careful design 
the cooling is made equally effective in both types. 

The-em^ce area^j^.§p-p(;te Jarga .c<Mpes-f»4iQt^ufficient to dissipate the 
heat generateH in thg^Jboteriwj andJtJie - i»t^?B€d - tempemt^ would 
exc^ P d a eafo ’^TaMeTunless special cooling "measures were adopted. The 
temperj^twe-ris© iti the core nas to be limited for three reasons ; first, to 
prtSvent the transfer of heat from the core to the winding ; s^qjp^, to 
^oid ageing the irqp^ and lastly, to core:pla,te insulation. 

SinceT6KS’"'lS33y-^^ loss ilfTSolT lamination is proportional to the / 

square of its thickness, a failure of one of insulation would have 
cumulative effect. As the result of theTncreased current circulating in| 
the section of the core with defective insulation there would be a corres-1 
pondiiigly greater temperature-rise in that section, which would promote! 
deterioration of the plate insulation in adjacent sections. Eventually,! 
the high general temperature developed in the core, by the cumulative! 
failure of its maulation, would produce dangerous hot spots in the major 
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insulation be¬ 
tween the core 
and the windings. 

The plate insula¬ 
tion is highly 
important as an 
essential part of 
the core construc¬ 
tion adopted to 
reduce eddy- 
current loss and 
heating, but being 
a poor conductor 
of heat it impedes 
the passage of 
heat in a direc¬ 
tion at right 
angles to the 
plane of the 
laminations. 

Modern methods 
of insulating 
laminations per¬ 
mit the maximum 
conduction of 
heat through the 
core without 
sacrificing electri¬ 
cal strength. 

Usually some 
fo^'m of varnish 1 
impervious to hot 
oil is employed, 

with additional sheets of pressboard between sections of the core ; or a \ 
flash ” enamel with asbestos sheets between sections. The thickness ! 
of the insulation is kept to a minimum to obtain the maximum heat 
coMuction, and also to avoid any serious increase in the size of the core. 

^he core temperature of large transformers can of course be kept low 
by slIow flux density, but the amoimt of material that would be required 
for a given total flux would increase the cost of the unit to an uneconomic 
figure7\The economical alternative is to provide cooling ducts in the 
oore. ! 

\ For the best results, the ducts should be located at right angles to the ^ 
llEwninations, as the coefficient of heat transmission through a core normal ' 
to the plane of the laminations is comparatively poor. As, however, the { 



Ftg. 54. —Complete H.V. and L.V. coils for one phase of 
A TBANSFOBMER. {British Electric Transformer Co,, Ltd,) 
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cost of cooling the core so as to limit the temperature-rise to a specified 
value is the factor which usually decides the particular method adopted, 
in many cases it is more economical to arrange the ducts in the plane of 
the laminations, as this is easily done. This type of duct is shown in 
Fig. 52 ; which is a view looking down on to the top of a large core. 

The importance of ducts in some designs is indicated by the fact that 
a large core without them may have a difference of as much as 42^^ C. 
between the interior and the surface. With three ducts in the plane of 
the laminations this difference will drop to about 13° C., and with five 
ducts it may be as small as 7*5° C. Cooling ducts are not customary for 
the cores of relatively small transformers, and even large units have been 
built without them. On the other hand certain special types of trans¬ 
formers, such as furnace transformers, have both vertical and horizontal 
ducts in the core. ^ Although winding ducts and core ducts are a far less 
expensive method of limiting the temperature-rise than employing low 
flux and current densities, they do increase the dimensions of the core 
and windings to an appreciable extent. / With large transformers the 
increase would be considerable in the al^sence of the various cooling 
systems developed to obtain a more effective utilisation of the cooling 
media. The cooling of transformers, and the systems employed, are 
discussed at some length in the following chapter. 



Chapter IX 

COOLING OF TRANSFORMERS 


T he primary consideration in operating ti-ansformers—and similar ^ 
static equipment—is that the temperature of the unit should not 
exceed a specified maximum value ; the actual value depending on 
the part of the transformer ao which t he temperature is measured. In any 
transformer the ultimate limit to the output is the maximum temperature 
that the heat-vulnerable materials used in the construction will withstand 
continuously without deteriorating at an excessive rate. Excessive 
temperature has an ageing eft'ect on the iron, but the most vulnerable 
material in a transformer is the insulation. With the latter, some 
deterioration takes place at all operating temperatures and a maximum 
temperature is specified for each class of insulation so as to ensure that 
both the mechanical and electrical strength is maintained during the 
commercial life of the unit. The commercial life of a transformer is 
usually reckoned as about twenty years ; that is to say, a depreciation of 
5 per cent, per annum is allowed. A very much longer life is probable, 
but the insulation should retain adequate strength for at least that 
period when loaded continuously so as to maintain a constant temperature 
equal to the maximum permissible temperature-rise. The output corres¬ 
ponding to the latter is termed the “ continuous maximum rating,” 
which is defined as a statement of the operating limitations, assigned to 
the transformer by the manufacturer, giving the maximum load at 
which it may be operated for an unlimited period under certain specified 
conditions, and at an ambient temperature not exceeding a standard 
reference ambient temperature. 

Mechanical Strength of Insulation 

The insulations used in transformer engineering are chiefly those of 
the fibrous organic class such as paper, pressboard, cotton ; and in this 
case the useful life of a transformer appears to be determined by the rate 
of deterioration of the mechanical strength of the material with time and 
temperature—apart from failure under transient mechanical or electrical 
stresses. That mechanical strength is a controlling factor has been 
revealed not only by experience in service, but also by research which has 
shown that all fibrous organic insulations deteriorate mechanically when 
subject to high temperature, the rate being a function of time and 
temperature. The material becomes discoloured, loses its flexibility, and * 
at excessively high temperatures becomes very brittle and carbonised. ’ 
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Furthermore, deterioration occurs more rapidly when the material is 
immersed in transformer oil than in air. The average results of tests 
indicate that the rate of mechanical deterioration is doubled for every 
8® C. increase in temperature. Insulation must be strong enough to 
withstand the high mechanical stresses set up by the abnormal current- 
rushes encountered in practice. These occur during normal switching-in 
operations and under fault conditions. Since the intensity of the 
mechanical stress set up in transformer windings varies as the square of 
the current flowing, the insulation is subject to severe stress during 
switching-in due to the excessive primary current; but the worst condi¬ 
tion arises when a dead short-circuit occurs across the secondary ter¬ 
minals. The magnitude of the stress also depends upon the instantaneous 
value of the voltage when the short-circuit is made. For instance, in a 
transformer having an impedance of 5 per cent., the initial stresses under 
short-circuit conditions would be 400 times as great as those under normal 
full-load conditions when making the short-circuit at maximum voltage, 
i.e. at the peak of the voltage wave; but when making the short-circuit at 
zero voltage the resulting stresses in the windings would be approximately 
1,600 times as great as those under normal full-load conditions, on account 
of the “ doubling effect.’’ 

Thus it is apparent that a transformer whose insulation has deterior¬ 
ated mechanically through overheating may be incapable of withstanding 
the severe stresses arising during short-circuit, and electrical failure will 
follow as the result of the damage to the dielectric between conductors. 


Effect of Temperature on Dielectric Strength 

Apart from the failure of the insulation by mechanical action, break¬ 
down under high transient electrical stress may also occur as the direct 
result of the material having been subjected to excessive temperature. 
The effect of heat on the electrical strength of solid insulation arises from 
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the fact that no material is an 
ideal insulator. All insulating 
material has a finite resistance, 
and current sufficient to cause 
permanent damage will flow 
through it if the voltage is raised 
to a high enough value. With 
increasing temperature the resist¬ 
ance decreases until the conduc¬ 
tivity is such that the insulation 
is unable to prevent the passage 
of energy sufficient to damage it 
permanently. In the early stages 
of deterioration the value of the 
insulation resistance is such that 


Fig , 55.—Effiact of tkmperattjre on 

ELECTBICAL STBENOTU OF INSUT.ATION 




'cooling of transformers 


09 


breakdown will not necessarily occur, but nevertheless once the insulation 
has been overheated for an appreciable length of time the possibility 
of failufe under transient voltage conditions is always present, especially 
when operating a transformer at its maximum permissible temperature. 
The effect of temperature on^ electrical strength for a particular in¬ 
sulating material is shown in Pig. 55 ; most insuJations have a breakdown 
voltage/temperature curve of an approximately similar shape. 

Permissible Temperature-rise 

The selection of a permissible safe temperatme for insulation, and, 
therefore, for the transformer in whici; it is used, is complicated by the 
fact that there is no critical teinj^eratun^ above which very rapid deteriora¬ 
tion occurs, and below which rc lotcrioraGon occurs, and it is impossible 
to fix exactly the temperature above which a transformer should not be 
operated. Actually, insulation can be subjected to relatively high tem¬ 
peratures providing that their duration is sufficiently short; thus, trans¬ 
formers can carry safely for a few seconds short-circuit currents with 
attendant temperatures as high as 250"^ C. Also it is permissible to 
operate transformers at frequent, but short, intervals, at temperatures 
not advisable for continuous operation. 


Table H.—Types or Transformeii Coolinc^ 


Class 


Natural 


Artificial . 


Type I 
Letters 




AB 


OB 1 


OW 


OFB 

^ 1 

OFW J 


Pnfnan^ Cooling. 

JSiCondary Cooling, 

nip,-rise 

Medium and 

Medium and 

Ij milts 

('irctdation 

Method 

begs, C.* 

Air - Natural 

_ __ 

55 

.. ./Natural 
Forced 

> Air—Natural 

1-^ 

60 

6.5 

Air-bla&t 

1 

55 

r Natural 

OiH 

[Forced 

/ Air-blast 
\ Water 

60 

60 

' / Air-blast 

11 Water 

66 

70 


* Windings : Average temperature-rise measured by increase of resistance. Class A 
insulation. Permissible temperature-rise of oil (Class A) for all types, 60° C.—by ther¬ 
mometer. Ambient temperatures: Air, peak value 40' C. and average value of 35° C. 
over 24-hour periods ; water, 26° C. Tabulated data based on B.S.S. No. 171—1936. 

In practice the temperature-rise limits stated in B.S.S. No. 171— 
1936 for the Electrical Performance of Transformers for Power and 
Lighting ’’ are usually accepted. These are shown, for difierent types of 
cooling, in Table II. The temperature-rise values are based on the 
maximum temperature that the insulation will withstand continuously 
over a given life period under C.M.R. conditions ; but since the heating 
of the windings wiH be more or less unequal the limiting temperature is 
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actually that of the hottest spot in the insulation. That is to say, wlien 
any one spot in the insulation reaches this temperature, the transformer 
is carrying its maximum safe load. The hottest spot generally occurs 
at some internal point in the winding ; its temperature is the true basis 
of the calculation and measurement of safe thermal rating. 


Classes of Cooling 

Since the output of a transformer is limited by the maximum tempera¬ 
ture permissible for the insulating materials used, the output is finally 
determined by how fast the heat generated can be dissipated, and this 
in turn depends on the cooling apparatus employed. Cooling may be 
either “ natural ’’ or ‘‘ artificial ” ; or a combination of both may be used, 
in which case it is termed mixed.” The various methods in common 
use are shown in Tables IT and III. The particular method adopted for a 
transformer will depend broadly on the capacity and location of the unit, 
and the nature of the load—despite the higher cooling rate obtainable with 
artificial methods, below a certain size this is not generally economic on 
account of the cost of the additional apparatus involved. 

With natural cooling the heat is dissipated from the hot surfaces in 
contact with the atmosphere by radiation and convection ; artificial 
cooling is effected by either an air-blast, or water circulated through a coil 
located inside the oil tank, or used in an external oil cooler. Mixed cooled 
units are naturally cooled up to a certain load ; above this load the 
artificial cooling equipment is brought into operation. Transformers are 
either dry ” or ‘‘ oil-immersed ” according to whether air or oil is the 
primary cooling medium in direct contact with the core and windings. 
Dry-type units are generally of relatively small capacity, and are cooled 
either naturally by radiation and convection from the hot surfaces, or 
artificially by an air-blast through the casing and cooling ducts. 


Table III. —Mixed Coolinij of Transfokmers 
Natural Method Alternative Additional Artificial Method 


Oil circulation by 
thermal head only, 
with indirect air 
cooling. 


Air-blast cooling .... 
Forced-oil circulation 

Forced-oil circulation with air-blast cooling 
j Forced-oil circulation with water cooling 


Type 

Letters 


ON/OB 
ON/OFN 
ON/OFB 
ON/OFWv.f 


In the case of transformers with dual cooling the permissible temperature-rise, without 
the artificial cooling in operation, is the same as for an ON unit, and with it, is that for 
the particular type of artificial cooling in use. 


Most transformers are of the oil-immersed type, since oil has superior 
dielectric properties and is a more efficient cooling medium than air. 
Natural, or self-cooled oil-immersed transformers are further distin- 
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guished by the way in wliicli tlie oil is circulated. With type ON units 
the oil circulation is natural, tliat is, produced by the convection currents 
resulting from the thermal head only; type OFN units have forced 
circulation by external pumps. In both cases the hot oil is cooled by 
radiation and convection from the surfaces of the tank and cooling system 
in contact Avith the atmosphere. 


Theoty of Cooling 

Irrespective of the particular method employed, for cooling to take 
place there must be a tempciatur^^ difference between the core and the 
windings, and the cooling me dia ; the f*ooling rate being determined by 
the temperature-difference a bods receives internally as much heat 
per unit time as it gives up ^rvm its external surface, then the temperature 
at any given point inside or on the surface remains constant ; but from 
point to point there is a change of temperature. This condition may also 
be expressed by the statement that there is a temperature-gradient from 
the inside to the surface. When a cold transformer is switched on to a 
steady load, as the transformer heats-up the temperature-gradient will 
gradually increase until thermal equilibrium is established, i.e. the rate of 
heat removal is equal to the rate of heat y)roduction, and the transformer 
temperature is constant. 

In any type of transformer, the initial transfer of heat is effected by 
conduction in the copper and iron, where it is being generated, to the 
surface in contact with the primary cooling medium. This has a double 
function. First, its temperature will—for a specified maximum winding 
temperature—determine the temperature-gradient, so that it is thereby 
the means of promoting the conduction of heat from the windings and 
core. Secondly, it is the agent which absorbs the heat from the hot 
surfaces. The heat is dissipated finally either by diffusion in the primary 
medium—as with air-cooled dry transformers—or, in the case of oil- 
immersed units, by means of a secondary indirect cooling medium—air 
or water—which absorbs the heat from the primary medium. 

The heating in a transformer is more or less unequal, consequently 
the temperature-gradient varies between any internal point and any 
external point ; there will be a maximum value and a minimum value. 
This condition arises because of the uneven temperature distribution in 
the body of the transformer and in the oil. In the core there is a flow of 
heat in a direction parallel to the plane of the plates, and also at right 
angles to it. Parallel to the plates there is an unbroken metallic path 
and the heat conductivity is high, but at right angles there are alternate 
layers of metal and insulation and the heat conductivity is poor. The 
heat generated in the conductors also has to pass through an appreciable 
thickness of insulation. With coils immersed in oil the heat conductivity 
is improved because the oil fills up the interstices ; and also, if the con- 
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ductors consist of flat strip, as in this case the contact surface between 
adjacent conductors is greater than with any other shape. 

In addition to the temperature-gradient within the mass of the body 
of a transformer, there is a sudden temperature drop from the surface to 
the oil, due to the oil film adhering to the surface. Thermal convection 
currents do not flow in oil films, and the heat is conducted across them ; 
but they are poor conductors, hence the sudden temperature drop. The 
effect of the film varies according to the manner in which the oil is cir¬ 
culated. Air films have a similar effect at air-cooled surfaces. Since the 
maximum permissible temperature of a transformer is determined in 
relation to that of the hottest spot, the critical gradient is the one existing 
between the hottest spot in the windings and the hottest oil. Unfortun¬ 
ately, it is not practicable to measure the hottest spot temperature 
directly, but a maximum value may be specified for the copper from the 
experimentally determined temperature characteristics of the windings 
for each particular type of transformer. The limiting value of the 
copper temperature—as measured by increase in resistance of the 
winding connected between terminals—^is specified, so as to ensure that 
the temperature of the hottest spot in the insulation does not exceed the 
maximum value permitted for the particular class of insulation. The 
maximum temperature of the oil can, of course, be measured directly. 

Conduction of Heat 

In oil-immersed transformers the conditions governing the conduction 
of heat from the windings to the oil may be expressed in a general form : 

To 

^ where Q is the quantity of heat flowing per second. 

C 

• Tg is the temperature-gradient. 

C is the conductivity of the heat path. 

Tg ^ Tc To ; Tc being the copper temperature, and To the oil 
temperature. 

From the expression it is apparent that with a constant maximum 
value of To, Q will vary directly as To- Thus the maximum output of a 
transformer for a given copper temperature depends on the oil tempera¬ 
ture, since this controls the rate of heat conduction from the core and 
windings. With naturally cooled imits the oil temperature is finally 
determined by the ambient air temperature Ta, and the maximum safe 
load is reached when the temperature-gradient is such that the unit is in 
a state of thermal equilibrium when T^ is the maximum permitted. 
Any increase in load produce an increase in the internal temperature 
as the result of the higher temperature-gradient, which can only be 
established by To rising above the maximum permissible value* All 
three temperatures, To, To, and are definitely related and, in the case 
of type ON units, To depends upon the rate at which the oil circulates 
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and this in turn is determined by 
Tc and The value of the 

latter influences the rate of heat 
conduction through the path con¬ 
sisting of the oil film adhering to 
the internal surfaces of the tank 
structure, the walls of the struc¬ 
ture, and the air film adhering to 
the external surfaces—and, there¬ 
fore, the rate at which the heat of 
the oil is dissipated to the atmo¬ 
sphere, which is the secondan in¬ 
direct cooling medium that hn«ily 
removes the heat from the unity 
of the transformer. 

The thermal head re(|uired lor circulating the oil arises as the result 
of the dissipation of heat from the external cooling surfaces producing a 
temperature distribution in the oil generally similar to that shown in 
Fig. 56. At the bottom of the tank the temperature is and as the 
oil moves upwards its temf)erature rises, reaching a maximum value Tt 
somewhere near the top. Above this jKiiiit the temperature begins to 
decrease as the oil passes outwards to the tank, and sinks down, the 
heat being transferred to the tank walls. The convection currents re¬ 
sulting from the thermal head are also shown in Fig. 56. As an ON 
transformer heats up, the rate of oil circulation increases until the heat 
is being conveyed to the tank wall just as fast as it can be dissipated 
into the atmosphere, but above a certain load—the C.M.R. at the 
specified ambient temperature—^the surface area of the tank will not 
be sufficient to dissipate the heat fast enough to prevent an excessive 
temperature-rise. Thus, 
the external cooling 
surface area available 
is the factor ultimately 
deciding the rating— 
under specified con¬ 
ditions—of naturally 
cooled oil-immersed 
transformers. Oil cir¬ 
culation is assisted, as 
the transformer heats 
up, by the decreasing 
value of the oil vis¬ 
cosity with increasing 
temperature. Fig. 57 
illustrates this; the 



Fig. 57 .- Viscosity/TKMP icttATiuiE cuitvK fob tytioab 

TBANSFOilMhH Oil. (LUOAKrTHMlC SCALE) 




Ftg 50 . —Tempebatwbe distbibution and 

convection CCWll'.NTS IN OIL-IMMEIISKD 
TBANSFORMEB 
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viscosity/temperature curve shown is that of a typical transformer 
oil. 

During its passage through the cooling ducts tlie oil is partly impeded 
by the resistance of these since they cannot be made unduly large. For 
this reason OFN cooling makes use of a pump to obtain a more vigorous 
oil circulation so that the oil is forced through the cooling ducts into the 
crevices of the windings, and the oil film adhering to the hot surfaces 
more or less broken up. On this account a more economical design of 
transformer is often made possible by adopting OFN cooling above a 
certain size. 

The distinction between natural and artificial cooling is that with 
the former the cooling rate is definitely fixed by the area of cooling 
surface and^ the ambient air temperature, and the oil temperature— 
governing the internal temperature-gradient—cannot be controlled in¬ 
dependently of the load. With artificial cooling the oil temperature 
can be controlled within the limits set by the ])articular cooling equipment 
employed. 

Tablk IV.—CooLiv(i OF Tvfr ON/OFB Transfokmrk, 45,000 kVA. ^ 

Full Load I I Load i Load 

1 

90 I 90 90 

:m 180 82 5 

420 276 172 5 

55 55 55 

20 1 i 5 

35 44 50 

1 0 52 0 29 

ON cooling np to at least half-load, after which the OFB cooling is brought into 
ox)eration. 

The effect of being able to control the oil temperature, and in con¬ 
sequence, the temperature-gradient, of a transformer is that for a given 
area of cooling surface the output for a specified copper temperature 
is considerably increased. This is demonstrated by the data in Table IV, 
which refers to a mixed cooled unit, i.e. it is naturally cooled uj) to a 
certain load determined by the temperature of the unit—in this case, at 
least half-load—after which the artificial cooling equipment is brought 
into operation. From the tabulated data it is clear that for the same 
temperature-rise of the copper, at the loads shown, it is possible to double 
the output of the transformer as an ON imit by artificially reducing the 
temperature of the oil, and thereby establishing a temperature-gradient 
high enough to promote the conduction of heat at the required rate. The 
table also shows the radiating surface that would be required for ON 
units of capacities equivalent to full load and | load of the 46,000 kVA., 
ON/OPB transformer. 


Fixed lo8h, kW. 

Load loss, kW. . 

Total loss, kW. ..... 
Temperature-rise of copper, degrees C. . 
Gradient, degrees C. . 

Oil temperature-rise, degrees C. 

Radiating surface required for ON cooling 
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Methods of Natural Cooling 


The physical dimensions of a transformer are determined in relation 
to the effectiveness of the type of cooling equipment that can be most 
suitably adopted for any particular operating conditions, or location. 
Thus each of the various types of cooling equipment in general use has 
some outstanding advantage which recommends its apy)lication in 
specific circumstances ; simplicity is desirable but not always obtainable 
economically, in which case a comparatively elaborate cooling system may 
be the better proposition. 

The simplest type of cooiing is that of AN units which are simply 
exposed to the atmosphere although eiicl( scd in some form of protective 
casing, with the attendant dis' u vantages f)f such an arrangement. Most 
transformers are enclosed in some form of oil tank. The form of tank 
used for a naturally cooled transformer varies according to its output, so 
as to obtain the maximum cooling surface without an uneconomical 
increase in the overall dimensions of the unit beyond those determined 
by the volume of the core and windings, and insulation requirements. 
For units of small output a plain sheet-steel tank suffices. Since the 
losses in a transformer increase approximately as the (*ube, and the tank 
surface only as the square of the linear dimensions, it is usually un¬ 
economical to use plain tanks with units above about 25 kVA., due to 
the large surface required, and the consequent increase in oil quantity. 
On this account various forms of tank construction have been developed. 


An interesting ex¬ 
ample is that shown 
in Fig. 58, which 
is a special form of 
plain tank offering 
ample cooling sur¬ 
face having regard 
to the high voltages 
and low currents 
involved. To in¬ 
crease . the surface 
area of some small 
units the tank sides 
are corrugated or 
ribbed, as illus¬ 
trated in Figs. 59 
and 60. General 
practice is to em¬ 
ploy tubular tanks 
up to 8-10,000 
kVA, (at 33 kV.), 




Fig, 58.—500 kVA., 66/11 kV. thkee-phasf ON cnit 
(Brush Electrical Engineering Co , Ltd.) 
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Figu 5d.—150 kVA., 11,000/416 volts hebmetically 

SEALED TBANSirOIUlUBR 

(British Electric Transformer Co., Ltd.) 


the cooling tubes fitted 
to the tank proper 
being of circular or 
elliptical section, elec¬ 
trically welded to the 
tank sides. Fig. 61 is 
a good example of a 
tubular tank trans¬ 
former with four rows 
of tubes. The tubes 
are bent to an ap¬ 
proximately stream¬ 
lined shape to ensure 
an unimpeded oil flow. 
To obtain greater cool¬ 
ing surface the tubes 
are often gilled—wound 
with a long helix of 
steel strip on edge, in 
contact with the tube 
surface (Fig. 62). A 
large number of radi¬ 
ating fins are thus pro¬ 
vided. Tubular tanks 
are very efiective, 
although the cooling 
surface is not—with 
natural cooling — as 
efficiently utilised as 
that of a plain tank 
with an equivalent 
surface area. This con¬ 
sideration is, of course, 


outweighed by the 

other advantages. The relatively lower radiation efficiency of the 
tubular construction is due to the tubes being comparatively close to 
each other, which results in a diminishing value of watts per sq. cm. 
that can be dissipated for each row of tubes added to the tank. 

The cooling arrangements of naturally cooled oil-iminersed units are 
determined not only by the kVA* capacity, which decides the amount of 
surface required, but also, in the larger sizes, by questions of handling 
and transport. Where transformers are within the capacity range that 
can be effectively and conveniently cooled by the tubular tank this type 
has the advantages of simplicity and low cost. Above approximately 
10,000 kVA., at 33 kV., "transformers are usually equipp^ with de- 
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Fig. 60. —Sectionai. view of 160 kVA. bubied-tytb tbansfobmbb fitted with a 
Long and Cbawfobd oil switch-fuse installed in a bbick pit undeb a footpath 
{Hackbridge Electric Construction Co., Ltd.) 


tachable radiators (Fig. 63), or separate coolers (Fig. 64). For the same 
tank size, either of these provide a greater cooling surface than could be 
obtained by the use of a tubular tank fitted with the maximum number 
of tubes practicable. Conversely, on large units they usually permit the 
use of a smaller tank than would be possible for a tubular tank trans¬ 
former of equal capacity. Furthermore, both detachable radiators and 
separate coolers enable a concentration of cooling surface to be effected 
and a large area of tank surface exposed to direct contact with the 
atmosphere, which also facilitates the fitting of the transformer accessor¬ 
ies, and on-load tap-changing gear when used. The radiators in Fig. 63 
are of welded construction throughout, each unit consisting of a bank of 
seamless steel tubes welded at top and bottom into a long box-shaped 
header of fabricated steel. Usually, each header is connected to the 
transformer by means of an oil-tight flanged joint to allow of dis¬ 
connection and assembly. A special cam-operated poppet valve, con¬ 
trolled by a small external handle, is provided at each connecting point 
between tank and radiator so that, without removing any oil from the 
main tank, any radiator may be detached for inspection and repaii*, even, 
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if necessary, while 
the transformer is 
in operation. The 
radiator itself must, 
of course, be 
drained of oil before 
this is done, the 
bottom header of 
each being provided 
with a drain cock 
for this purpose. 
The temporary re- 
duction of the 
cooling surface will 
restrict the maxi- 
mum permissible 
output of the trans¬ 
former. 

Above a certain 
size it is common 
practice to fit a 
separate cooler, this 
being simply an 
extension of the 
detachable radiator 
principle. An ON 
transformer with a 
separate cooler is 
shown m Fig. 64, and mixed cooled units with separate twin coolers in 
Figs. 65 and 70. With these the whole of the cooling tubes are 
arranged in banks adjacent to the transformer, and so disposed as to 
ensure the most efficient circulation of the ambient air. The top and 
bottom are usually connected to the transformer tank in a manner 
similar to that shown in Fig. 64. A valve is fitted in each connecting 
pipe to allow disconnection and erection of the cooler without draining 
the oil from the main transformer tank. The cooler may be divided 
into two sections, duplicate connections being provided between it 
and the transformer. Generally, the separate cooler has the same 
advantages as detachable radiators. Separate coolers—and, to a 
lesser extent, detachable radiators—enable natural cooling to be 
adopted for units of far greater output than that practicable with 
tubular tanks. The available cooling surface can be considerably in¬ 
creased as a cooler can be designed without its dimensions being re¬ 
stricted by those of the transformer ; the cooler can, in fact, be located 
at some distance from the transformer if this is necessary on account of 



Fig. ()1.—3,000 kVA., 66/11 kV. thbke-phase ON xjmt with 
TUBULAR TANK. {Brusk Electrical Engineering Co.^ Ltd.) 
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Fiq f>4,— 12,500 kVA , 33/6*6 kV. ON tbansfobmeb with sepabatb “A ’’type 

COOLER AND’ON-LOAI> TAP-CHANGINO EQUIPMENT 

{Hackhridge Electric Construction Co., Ltd.) 


any limiting conditions existing at the site where the unit is installed. 
With a separate cooler the maximum cooling surface can be obtained for 
a minimum tank size, but at the same time the tank surface is also 
available for the dissipation of heat, being freely accessible to the sur¬ 
rounding air. Sometimes the separate cooler is designed to enable a fan 
to be fitted at a later date in order to increase the output to meet a 
growing load; the transformer would, when adapted, come into the 
category of mixed cooled units. Coolers are made in various shapes, and 
two coolers of a standard type are often used with large transformers, as 
in Figs. 65 and 70. 

A method of cooling OFN-type transformers is to produce a strong 
flow of air over the cooling surfaces of specially designed radiators located 
at the base of a ‘‘ chimney.*’ Various forms of chimney are employed. 
Fig. 66 shows a group of OFN transformers which are cooled by the 
strong natural draught through the brick towers removing the heat from 
the oil circulating around Serok ’’-type radiator imits located in the 
towers. Another chimney-type cooler is shown in Fig, 67. Here the 
draught is induced by the twin funnels located above the Serck ” 
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65 _A 30,000 kVA , 182 33 kV ON/OFN TRANsroBMER with ovioad tap CHAN^crNO 

{Enqhsh Ekrtrtc Co , Ltd ) 
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Ftg. 66.— Four 15,000 kVA., .33/11 kV. OFN jransformers wiih brtcjv tower 

COOLERS ANO ON-LOAD TAP-CHA.N01N0 EQUirMLM 

{Hackhridge Electric Conalruclion Co , Lid.) 

radiator banks. Tlie pumps for the forced-oil circulation are clearly 
shown ; also the arrangement of valves to enable one section of the cooler 
to be shut down for maintenance, while the transformer is operated on 
reduced load with the other section in use. 

Artificial Cooling Systems 

Although naturally cooled units are built with capacities above about 
10,000 kVA., to meet special circumstances where the inherent simplicity 
of the type is advantageous, for most requirements very large naturally 
cooled units—as distinct from mixed cooled units—are not commercial, 
and the economical alternative is to adopt an artificial or a mixed method 
of cooling, which permits a more effective utilisation of the cooling 
media. Artificial cooling involves the use of either air-blast or water, 
with or without forced-oil circulation. The various methods are shown in 
Table 11. In many ckses the inherent self-cooling capacity of a unit may 
be such that up to as much as two-thuds of its rated output it is un¬ 
necessary to employ artificial cooling all the time, and the auxiliary cool- 
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iiig equipment is only 
used when the trans¬ 
former temperature 
reaches a predeter¬ 
mined value. The 
various combinations 
used for mixed cooling 
are shown in I’^able 
III. The obvious 
method of achieving 
more effective cooling 
when ail* is used 
either as the primary 
or secondary cooling 
medium is to increase 
the velocity of the air 
so that the heat is 
removed from the hot 
surfaces, and from the 
immediate vicinity of 
the transformer, at a 
greater rate than is 
possible by natural 
means. ^ Thus, the 
output of ordinary 
type ON units can be 
increased by installing 
ventilating plant for 
the whole of the 



F'lq hi .—“ Si KCK ” r\n5 chtmnf.y cooim 
hltitrn ( oiisirudion Co.^ Ltd.) 


station, or compart¬ 
ment ; but strictly this is not a form of artificial cooling, although it 
may be the most satisfactory way of utilising the installed kVA. capacity 
to the best advantage. The ventilating plant of air-blast cooled trans¬ 
formers is integral with the unit, and specially designed to ensure the 
maximum cooling effect. A vigorous movement of the air over the 
radiating surfaces breaks up the air film normally adhering to them, so 
improving the transfer of heat, since air films are poor conductors, and 
convection currents do not flow in them. 


Air-blast Cooling 

Dry-type units are artificially cooled by a motor-driven blower 
creating an air-blast over the hot surfaces of the core and windings. In 
dirty situations the air is usually filtered, to prevent dirt being deposited 
in the internal ventilating ducts of the transformer, either by conditioning 
the whole of the air intake to the station or compartment, or by a filter of 
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the viscous type fitted 
to each unit. The 
disadvantage of type 
AB transformers is 
that the efficiency is 
low at light loads in 
consequence of the 
energy required for 
the blower motor re¬ 
presenting a constant 
loss ; but usually this 
factor will be out¬ 
weighed by the other 
reasons favouring the 
installation of dry 
transformers. These 
are often used—even 
for medium outputs— 
when it is considered 
that the risk of fire in 
hazardous surroimd- 
ings is reduced by 
avoiding the installa¬ 
tion of oil-immersed 
units. 

Air-blast cooling 
can be applied to oil- 
immersed units simply 
by directing the 
current of air from a fan on to the tubes of an ordinary ON transformer, 
but for the best results it is necessary for the air-blast to be directed 
so that an equitable cooling of the radiating surfaces is achieved. A 
good example of air-blast* cooling is shown in Pig. 68, applied to one 
unit of a three-phase bank. Each unit has its own motor-driven blower 
which supplies air to the chutes directed on to the detachable radiators, 
but this is not a common arrangement. A general practice is to use air- 
blast equipment m conjunction with separate coolers. When the trans¬ 
former is operated as a mixed cooled unit the cooler is often an orthodox 
ON type suitably modified, such as that in Pig. 70, which shows a type 
ON/OFB unit. In this case forced-oil circulation is used m addition to 
air-blast cooling so that, since circulating the oil under pressure is a very 
efficient means of preventing hot spots in the windings, the arrangement 
permits either a greater output than that permissible for a unit of 
identical dimensions in which the oil circulates by natural convection 
only, or a reduction m the dimensions for the same output. The latter 




Ftg 69— TiiRf^E PHASE ON/OB transformer with r^diaior xyil cooler 
(Hackhridge Electric ConsirucUon Co.^ Ltd.) 


may be effected by reducing the volume of the oil ducts oi by increasing 
the flux density, or by a combination of both. When forced-oil circula¬ 
tion is arranged for constant operation the transformer cooling method is 
classified as “ simple natural,’’ but used as an alternative additional 
method of cooling, with or without some other form of artificial cooling, 
it is classified as mixed cooled. Fig. 65 shows an ON/OFN unit. 

Generally most air-blast cooled units come into the category of mixed 
cooled, since by this means considerable economy in the energy consumed 
by the motors of the auxiliary cooling equipment is possible by making use 
of the self-cooling capacity of the unit. The equipment is then controlled 
automatically by transformer temperature value, with additional manual 
control when required. When the utmost simplicity is desired, or the 
transformer operates constantly at approximately full load, the coohng 
equipment starts up when the unit is switched in. The oil coolers of air- 
blast cooled units are usually arranged as external tube banks in the form 
of an A, V, or other convenient shape, or a radiator-type cooler may be 
used, similar to that shown on the left of Fig. 69. This particular cooler 
is used in connection with the type ON transformer, with gilled-tube 
detachable radiators, also shown in Fig. 69. The whole combination 
forms an ON/OB unit. External oil coolers facilitate the fitting of on-load 
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Fig, 70.— A 45,000 kVA , 132/33 , niiih^E phast ON/OFB jransiopmfu with on-load 

TAP-CHANGiNCr EQUiPMi NT (Bt itibJi Elici) ic Ti ansfinvu 7 Co, lAd ) 


tap-changing gear by making the tank surface available. The ON/OFB 
unit illustrated in Fig. 70 has fans fitted at the base of each cooler, and has 
an ON rating of approximately half-load. Units fitted with “A,’’ or 
similar type, coolers are used with appropriate modifications, for the 
following types of cooling : 

ON. 

ON/OB, fans fitted. 

ON/OFN, pumps fitted. 

ON/OFB, fans and pumps fitted. 

Water Cooling 

Air-blast cooled types are very common, since effective cooling is 
achieved with simple equipment, but there are many circumstances in 
which water cooling offers decided advantages. Water-cooled units are 
customarily installed at hydro-electric stations where an abundant water 
supply is available, but they are used elsewhere when a cheap, pure, 
and reliable water supply is available. Two distinct types are employed : 
OW, in which the oil circulation is natural; and OFW, in which forced-oil 
circulation is used. * 
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In both types the water may be circulated either by gravity or a 
pump. Generally, it is not economical to employ water cooling for units 
of less than about 1,000 kVA., but in special circumstances this may be the 
only practicable method of cooling a transformer of much less than this 
capacity, to obtain the required output from a imit whose dimensions are 
limited by the space available for installation. Transformers located in 
poorly ventilated chambers or compartments—such as pavement pits 
used for urban distribution systems—would be, when space restrictions 
limit their dimensions, incapable of anything like their rated capacity 
unless suitable ventilation can be arranged. When this is not practicable 
water cooling is the only method available. 

The cooling coils through which the water chculates are fitted inside 
the tank, or arranged in the form of an eyternal cooler, thus the surface of 
the tank is perfectly accessible for fitling tap-changing gear, or other 
accessories. The volume of the water-cooled t^^pe is less than that of any 
other of a given capacity, which fact leads to the installation of this type 
where space is limited. As a high ambient temperature usually prevails 
in confined situations, water cooling meets both these conditions. The 
neat and simple appearance of water-cooled units is shown in Figs. 71 and 
72. Both these are OW units with internal cooling coils, the position of 
each coil being apparent from the shape of the tank, and the water connec¬ 
tions. 

Internal cooling coils are usually of tinned-copper tubing, the whole 
coil system being arranged in several parallel circuits. Fig. 73 shows a 
typical coil, which is detachable for transport purposes. The main part 
of the tank is visible on the left. At one time, with the steel coils then 
in use, there was a danger of water leaking into the oil through a faulty 
tube, and thereby lowering the dielectric strength of the oil to a degree 
which sometimes led to an internal fault in the transformer. With 
modern components this danger is extremely remote as, apart from careful 
construction, if the oil conservator is located at a sufficient height, and the 
coil divided into a number of parallel circuits, the oil can usually be main¬ 
tained at a slightly higher pressure than the water. 

The possibility of water leaking into the oil is completely removed 
with OFW cooling, since in this case the oil pressure is constantly main¬ 
tained. A combination of forced-oil circulation with water cooling is 
more effective than any other method, consequently OFW units have a 
high output per unit of volume. For this reason OFW cooling has been 
adopted for some of the largest transformers ever built, notably for a 
particular installation in which the capacity of each unit is 93,750 kVA. 
The cooling equipment of these units is similar to that shown in Fig. 74. 
Each equipment is divided into two complete sections, only one being in 
operation at light loads, the other starting up automatically when the 
load increases to a predetermined value. The pipe lines which permit oil 
filtering while the transformer is on load should be noted in Fig. 74. 

5 
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The relative effectiveness of the various types of cooling may be judged by 
the temperature^rise permitted in each case. With mixed cooled trans¬ 
formers the permissible temperature-rise—and in consequence, the rating 
—^without the alternative additional artificial cooling in operation, is the 
same as for an ON unit ; and with it, is that for the particular type of 
cooling employed. 

Since forced-oil circulation prevents wide temperature variations, the 
average temperature of the windings when this is used is higher for a 
given maximum or hot spot temperature. All types of cooling with forced- 
oil circulation are, therefore characterised by higher observable tem])era- 
tures for the same maximum thermal stresses. They have the advantage 
that the circulation is positively controlled and not influenced by 
imperfections in operating conditions which would seriously affect the 
relatively feeble circulation due to natural convection. 

Maintenance of Oil Quality 

Conservators are fitted to most outdoor transformers, and generally 
to all units operating at approximately 33 kV., and over ; also for lower 
voltages than this when the transformer operates under exceptional 
conditions such as occur in a hot or humid climate, a corrosive atmo¬ 
sphere, or where the loading is such as to cause wide variations in operating 
temperature. The conservator provides for expansion of the oil in the 
main transformer tank which can thus be kept completely fiUed. By 
this means the area of hot oil in contact with the atmosphere is strictly 
limited, and the formation of sludge and the collection of moisture due 
to condensation are practically eliminated. The oil in the conservator 
remains at a low temperature since, due to the small diameter of the 
interconnecting pipe, it is practically unaffected by the circulation of the 
oil in the main tank. The application of conservators will be clear from 
the illustrations of various transformers. With increasing temperature 
the oil in a transformer expands and air is expelled from the conservator, 
or if this is not fitted, from the air space in the tank. When the oil cools 
air is drawn in, and since it is essential that this air should be dry, con¬ 
servators, and some indoor transformers without them, are fitted with a 
breather for absorbing the moisture in the aii*. The breather may be of 
either the silica gel or the calcium chloride type. 

The advantages of the former are, briefly, that the breather charge 
lasts considerably longer than with the calcium chloride type ; that the 
charge can be reactivated simply by heating, whereas the chloride 
breather must be refilled with fresh material; that the silica gel breather 
is cleaner and less liable to corrosion. 

The quality of transformer oil must be high, and maintained so, since 
it acts both as a dielectric and the medium by which the heat is trans¬ 
ferred from the core and windings to the secondary cooling medium. 
Oil should conform to B.S.S. No. 148, especially in respect of the limits 
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regarding the formation of sludge. This term is applied to a soapy, dark- 
coloured substance caused partly by oxidation of the hot oil in contact 
with the atmosphere. \ Sludge is a very undesirable substance to have 
inside a transformer tank, since it is a poor conductor of heat and has a 
great affinity for water. When sludge is formed it is usually deposited 
on the core and windings, and often clogs the oil ducts, with the result 
that the dissipation of the heat generated by the losses is very seriously 
affected. In consequence, hot spots may develop to such an extent that 
excessive deterioration of the insulation may occur leading to complete 
failure. The formation of sludge is cumulative, and likewise its effects. 
The deposits, being poor conductors of heat, produce an increased internal 
temperature,’ and at the same time the oil becomes more viscous and 
consequently less effective as r ^ '>oling medium, so that the temperatures 
of both transformer and oil increase, and the formation of sludge is 
further accelerated. 

In connection witli the formation of sludge it has been suggested 
(“ Fluid Filling-Media for Electrical Apparatus,’' Journal 1940, 

Vol. 86) that through curing the tendency of a transformer oil to form 
sludge by refining it to a high degree, the oils used to-day develop acidity 
instead. This causes more or less serious corrosion at various parts of 
the transformer. On this account the general conclusion was that it 
seemed preferable to tolerate a greater percentage of sludge in the 
interest of reducing the acid formation. To this end it was also suggested 
that Class B oils, which nowadays have a comparatively low sludge 
value, should be used in preference to Class A oils. Although these 
have practically zero sludge value, the development of acidity is greater 
than with Class B oils. With hermetically sealed transformers the 
amount of oil available for oxidation is so very limited that acidity is 
unlikely to develop to any extentany transformer it is, of course, 
essential that the oil level be maintained to avoid overheating on account 
of the consequent loss of tank-radiating surface, and of the quantity of 
cooling medium. Transformers in tubular tanks will be especially 
affected should the oil level fall below the top of the cooling tubes. 

Relief diaphragms and vent pipes are usually fitted on large trans¬ 
formers of all types, or to meet special conditions. Some type of tempera¬ 
ture indicator is essential to the safe operation of a transformer ; the 
various instruments used are discussed in Chapter XI. 



Chapter X 

SPECIAL TYPES OF TRANSFORMER 


T he various forms of transformer used for specific applications are 
fairly well represented in the illustrations associated with the 
chapter on cooling methods ; the particular application of each unit 
illustrated will he appreciated from the details of the voltages, etc., given. 
In some cases it will be noted that a transformer may have two secondary 
windings, thus enabling different voltages to be obtained from the same 
unit. 


Buried Transformers 

Certain forms of transformer have been developed to meet special 
circumstances, one of these being the ‘‘ buried type which is installed 
below street level and, therefore, depends for its cooling largely on the 



Fig. 71.— Single-PHASE OW itntt 
{British Electrtc Transformer Co., Ltd.) 



Fig. 72.—A 10,000 kVA., 21/3*18 kV. 

3-phase OW TBANSEOBMEB WITH ON¬ 
LOAD TAP-OHANGINO EQUIPMENT 

[Ilackhridge Electric Construction Co., Ltd.) 
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Fig. 73— T\pirAT (ogling coil am> rRANSPORMLrt tank 
{Hackbudge FUttru C on^rmtion Co , Ltd ) 


thermal conductivity of the suiioundiiig soil Fig hO sho\\s one method 
of installing a buried-type transformer which has a corrugated tank 
surface for greater heat dissipation. The louer portion of the unit is 
buried direct in the ground, but the top is accessible through a manhole, 
together with an H.V. switch-fuse to control the incoming supjily. The 
cable glands are also accessible through the manhole so that, if necessary, 
the transformer may be disconnected and removed bodil3^ The sides of 
the tank are tapered for easy removal, and the tank is specially treated to 
render it non-porous. 

Hermetic Sealing 

A similar type of unit is shown in Fig. 59 , the sides of the tank are 
ribbed and the transformer is hermetically sealed to avoid contact 
between the oil and atmosphere. Thus in damp and dirty situations 
the risk of oil contamination is eliminated. The ordinary breather will 
absorb moisture from air inspired as the transformer cools ; but breathers 
require regular attention and afford no protection against the flooding 
of underground transformer chambers or pits. The hermetically sealed 
unit is completely protected against this contingency, and furthermore, 
there Ls no waste of oil, and very little maintenance and inspection are 
required. In the transformer illustrated in Fig. 59, the essential provision 
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filter \#^LVE 



Fig. 74.—Cooling equipment of a laucje OFVV xiiANSFoiiMEii 
(Hackbridge Electric Construction Co., Ltd.) 


for expansion and contraction of the oil due to temperature variations is 
made by means of a flat cylindrical expansion chamber attached at its 
centre to the tank lid so that its interior is in communication with the 
main tank. The expansion chamber—which with normal temperature 
variations is usually filled with oil—^has flexible corrugated ends which 
are free to ‘‘ bulge ” outwards or “ buckle ” inwards, thus allowing for 
the expansion and contraction of the oil. The special construction 
adopted guards against any effects of fatigue of the metal due to repeated 
nlovement. The oil chamber is provided with a light sheet-iron cover, 
not shown in the illustration. So as to ensure that the correct quantity 
of oil is used the final filling is done whilst the transformer is hot. This 
is always necessary in order to prevent the expansion chamber being 
overstrained when the transformer reaches its maximum temperature. 

Double Tank Unit 

Another type of transformer which, installed in an outer tank buried 
ui the soil, constitutes an underground distribution substation is 
illustrated in Pig. 75 (an X-ray view) and Pig. 76 (a sectional elevation). 
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The double-tank 
type is of a special 
design which makes 
it particularly use¬ 
ful for its purpose 
as a small-capacity 
distribution unit 
The large outer 
case of specially 
treated non-porous 
steel has a water- 
tight cast-iron 
manhole lid flush 
with the ground. 
The specially con- 
structed oil- 
immersed naturally 
cooled transformer 
just fits into this 
chamber. Connec¬ 
tions to the H.V. 
and L V. cables are 
made by moans of 
porcelain insulator 
terminals from 
which removable 
leads are taken to 
porcelain bushings 
on the transformer. 



F'lq 75 200 kVA , 6,000/250 volts botjblf tank bthued- 

T^PL TRAN8FOBMEB 

{Haclhridge Electric Construction Co,^ Ltd ) 


The transformer is hermetically sealed by an air chamber, into which 
it breathes, situated in the space behind the cooling tubes. This is 
clearly shown in Fig. 76, The transformer is filled when hot through 
the valve on the top cover. ‘‘ Off-load ” tap-changing is provided, 
adjustment being made by the handwheel shown in Fig. 76. 

With buried-type transformers there is a limited amount of heat 
dissipation from the lid of the chamber in contact with the atmosphere, 
but the cooling (and consequently the rating) of a buried unit depends 
largely on the rate at which the heat is removed by the surroimding soil. 
This in turn depends upon the thermal resistivity of the soil, each class 
of which has a widely different value. Generally, soils which hold a 
relatively high percentage of moisture have a low thermal resistivity, 
while porous sofls have a high thermal resistivity. Examples of these 
two classes are clay and sand, while light loamy soils have a thermal 
resistivity between these extremes ; but much depends on the drainage 
facilities. A gravel or chalk soil, although itself porous, may have as 
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Fig. 76. —General arrangement of trans¬ 
former USED IN DOUBLE-TANK TYPE UNIT 
SHOWING HERMETIC SEALING 


low a thermal resistivity as clay 
if the strata below it tend to 
prevent the water from draining 
away, or if it is low-l 3 dng, and 
subject to waterlogging througli 
])roximity to a river or the sea. 
For certain soils the thermal re¬ 
sistivity varies with the season. 
With clay the variation is un¬ 
important, but with sandy loam 
the thermal resistivity varies 
considerably over a period of 
the year, while in sand the 
variation is even more marked. 
In general, the low values occur 
in the spring and the high 
values in the autumn. Since the 
thermal resistivity (or, con¬ 
versely, the heat conductivity) 
of the soil determines the rate 
of heat dissipation from a buried 
transformer its rating will, there¬ 
fore, be governed by strictly 
local conijitions. Owing to the 
restricted heat dissipation which 


{HackbiUhje FAectric Construction Co., Lid.) is possible the maximum rating 

for the double-tank type is 
200 kVA., and for the ribbed type (Fig. 60) 150 kVA. 


Non-inflammable Filling Media 

To avoid the fire risk associated with the inflammable nature of 
the hydrocarbon transformer oils, non-inflammable filling media are 
being used to an increasing extent for certain applications. These are 
largely composed of chlorinated diphenyls which have a breakdown 
strength similar to that of oil, and are non-sludging. The effectiveness 
of the chlorinated diphenyls as cooling media depends on obtaining a low 
value of viscosity, and this tends to increase as the degree of chlorination 
increases. For use as a filling medium for transformers the maximum 
chlorination compatible with suitable viscosity is 48 per cent. The 
shape of the viscosity/temperature curve is very steep compared with 
that for transformer oil, but the 48 per cent, liquid is just suitable. Its 
viscosity at 35° C. is approximately the same as that of a Class A oil at 
20° C. At 60° C., however, it is much thinner than Class A oil, but at , 
0° C., while A30 grade transformer oil is perfectly fluid, the 48 per cent, 
diphenyl is quite viscous. Thus, at high ambient temperatures it would 
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}) 0 ssess an advantage over oil as regards cooling by convection, but at 
20^ C. this advantage would be reversed, and at temperatures a})proaching 
zero the diphenyl would be definitely dangerous, its actual cold point 
being minus 9^ C. For this reason low temperatures should be avoided ; 
but for cases where this is not possible a scheme has been proposed 
(“ Fluid Filling Media for Electrical Apparatus,” Journal I.E.E., 1940, 
Vol. 80—discussion, page 321) whereby the viscosity of the chlorinated 
diphenyl compounds may be kept low% at low ambient temperatures, by 
fitting heating coils in the fluid, thermostatically controlled if necessary. 
The transformer could then be warmed up before being put on load, or 
could always be kept warm ready for immediate use. Incidentally, it is 
conducive to longevity if large transformers are not allowed to suffer 
wide changes of temperature whi'^h enforce relative movement of con¬ 
ductors and insxilatiou, and of the windings and core. 

The commercial chlorinated diphenyls have practically no sludge 
value as determined by the standard method prescribed for oils, and, in 
addition, there is extremely little acidity developed during the sludge 
test. This is in itself a good indication of the stability of the fluid at 
the sludge temjierature of 150^ C. 

Since the non-inflammable compounds are inherently more expensive 
than transformer oils, when the former are used it is necessary to design 
the tanks and cooling systems with sjiecial regard to fluid economy. 
fSkilful design, in producing a high ratio of cooling surface to volume, 
with rapid circulation, would limit the quantity of fluid required. The 
low viscosity of the compounds at ordinary working temperatures facili¬ 
tates rapid circulation, and permits the use of smaller cooling ducts than 
when oil is employed as the cooling medium. 

Chlorinated diphenyls are not generally suitable for swrtchgear 
applications, because of the liability of objectionable dissociation pro¬ 
ducts being formed in the main arc-rupturing and isolator chambers. 

A typical non-inflammable liquid dielectric is ‘‘ Permitol.” This is a 
mixture of chlorinated compounds with a cold-setting point lower than 
that of oil. 

Fig. 77 shows a transformer in which Permitol is used as the filling 
medium. The unit is designed to comply with B.8. requirements, but 
in the details of its construction differs from oil-immersed transformers 
on account of the solvent action of the Permitol dielectric on some 
materials normally used in transformer engineering, and the need to 
minimise the volume of the dielectric. The construction of the coils and 
core is similar to that of oil-immersed units except that aU the materials 
and treatments used are specially selected to be unaffected by the 
dielectric. At the same time, as the specific inductive ca]>acity of 
Permitol is nearly the same as that of the solid insulations used in the 
transformer, there is a better distribution of stress which makes for 
economy in the use of material. The design is made as comi>act as possible 

5* 
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Fi < j . 77.—1,000 kVA. traxsformer ftlekp 
WITH PeIIMITOL non-inflammable LIQl ID 
DIELECTRIC 

{British ThoDMon-Hoti^ton Co., Lid.) 


to reduce the volume of the 
dielectric. Off-circuit tapping 
8 wit dies with handles for ex¬ 
ternal operation are fitted as 
standard to avoid having to 
break hermetically sealed 
joints to change taps. Tanks 
are of normal construction 
exeo[)t that tubes of special 
section are used to reduce the 
dielectric content, and the 
sam})ling valve is located at 
top instead of at the bottom 
of the tank. This is because 
the liquid is heavier than 
water, and although it is 
practically non-hygroscopie, in 
the remote event of any 
moisture entering the hermeti¬ 
cally sealed transformer it will 
float on the surface instead of 
settling at the bottom. Con¬ 
servators and breathers are 
not, of course, required with 
the hermetically sealed units. 

For the relief of internal 


pressure under fault conditions 
a relief diaphragm is provided designed to operate at a higher pressure 
than will be encountered in normal service. A relief pipe connecting the 
vent to the outer atmosphere is provided when possible. Where this is 
impracticable a gas absorber is bolted over the diaphragm to absorb 
any gases caused by an internal fault. Although these gases are non- 
poisonpus and non-explosive, they are, nevertheless, unsuitable for 
human respiration, and so should not be allowed to accumulate in an 


enclosed space. 

The cost of transformers with Permitol dielectric is relatively high, 
consequently their application is limited to positions where transformer 
oil would constitute a serious hazard in the event of fire. In many cases 
it is often impossible, or very expensive and inconvenient, to install oil- 
immersed units with adequate safeguards against fire. To locate such 
transformers in safe positions, usually remote from the most economic 
point of application, involves increased cable costs and losses. For such 
problems Permitol, and non-inflammable filling media generally, offer 
an economical solution. 
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Fig. 79. —Star connection 


Transformer Connections 

The most usual way of connecting together the three phases of a 
transformer w^inding is either m delta (Fig. 78) or star (Pig. 79). With 
the first the winding of each phase has the full line volts applied across 
it but carries only l/V^^ of the line current. Each phase of the star- 
connected winding has only l/\/3 of the line volts applied across it but 
carries the full line current. Windings connected in either of these two 
ways are used in various combinations. A frequent combination is to 
connect the primary in delta and the secondary in star. This enables an 
earthed neutral to be obtained for protective purposes and, in the case of 
distribution transformers, a four-wire supply, w^hile the delta winding 
j)rovides a closed circuit for the third harmonic component of the no-load 
current. Star-delta units are used for the highest voltages, the higher- 
and lower-voltage windings being connected star and delta respectively. 
Star-star connections are sometimes used as this results in a slightly 
cheaper unit in most cases, although unbalanced loading is apt to cause 
serious distortion of the secondary star, the star point shifting to give 
a very high voltage on one phase and a very low one on another. The 
difficulties of voltage distortion on unbalanced loads may be over¬ 
come by providing a third set of windings connected in delta, and insulated 
from both primary and secondary windings. Such a winding is known as 
a “tertiary,” and can also be used to provide a path for the third harmonic 
component of the magnetising current. 

Tertiary windings are also used—with various combinations of main 
windings—^to supply additional power loads, such as station auxiliaries 
or static condensers for power factor correction, and to interconnect three 
supply systems. 

Delta-delta banks of three single-phase transformers are sometimes 
used as this arrangement enables two units to be used in “ open-delta,” 
or V connected, should one unit fail. The output of the two units so con¬ 
nected will be only about 85 per cent, of the rated capacity of the two 
transformers when used in combination with the third for three-phase 
supply. 
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Fig, 80 .— lNTEROONNEOTi:i)-STAlt CONNECTION 


Fhj. 81 . —Scott conne:ction 


The interconnected-star connected winding is used for certain special 
applications, and it is made up of two windings on each limb of the 
transformer interconnected as shown in Fig. 80. As with the star con¬ 
nection each winding carries the full line current, and a neutral point is 
available, but the voltage between line and neutral is the vector sum of 
two voltages displaced by an angle of 60° (or the vector difference between 
two voltages at 120°). The interconnected-star winding is used for the 
control of the load and the power factor of interconnecting circuits (see 
page 151). For three- to two-phase transformation, or vice versa, the 
Scott connection is generally employed. The connection is shown in 
Fig. 81, the three-phase side being made up of one winding, which has 
applied to it the full voltage between phases of the supply, and from 
which a midpoint tapping is taken to one end of the teaser winding— 
designed for \/3/2 times the voltage between phases. Both primary 
windings are designed for the full line current. The secondary two-phase 
winding is arranged as shown in Fig. 81. A neutral point can be provided 
for the primary winding by taking out a tapping on the teaser winding, 
at a point from the end joined to the main winding, equivalent to 29 per 
cent, of the full line voltage. Two single-phase units Scott connected 
are sometimes used for three- to two-phase supply, one being the main 
transformer, and the other the teaser transformer of the bank. 


Furnace Transformers 

Electric furnaces are extensively used in industry, as they permit easy 
and convenient control of the generation and transfer of heat, and also 
of the physical changes and chemical reactions in the furnace charge. 
The two types of electric furnace in most general use are the arc furnace, 
and the resistance furnace ; and usually special transformer equipment 
is necessary for the reduction and variation of the supply voltage to a 
suitable range of values. The successful operation of the arc ftimace 
depends on the transformer being designed to withstand the very severe 
duty that is the normal fimction of such equipment. 

Arc furnaces are used in connection with various metallurgical and 
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chemical processes, but they are mostly used for melting steel and 
maintaining it at a high temperature during refining, alloying, etc. 

Graphite or carbon electrodes are contained in a chamber lined with 
refractory material, the heat required being generated by arcs formed 
between these electrodes and the furnace charge. In many cases the 
charge is cold at the commencement of the cycle of operations and requires 
a maximum energy injmt at the higher values of voltage available to 
break it down into the molten condition. During this portion of the 
duty-cycle, lasting from \l to 2 hours, frequent and heavy overload 
conditions, amounting at times to short-circuits across the transformer 
secondary windings, are encountered. As the cycle proceeds the heat 
receptivity of the charge and the energy input required decline, and 
refining, if carried oet, necessitates a (*omparatively small input at 
reduced voltage for 4-71 hour-’, depending on the particular product of 
the furnace. 


Pig. 81 a shows a 
typical arc furnace 
transformer with a 
high-voltage primary, 
•n account of the low 
voltage, the heavy-cur¬ 
rent secondary winding 
has only a few turns of 
large-aggregate cross- 
section, and consists of 
several coils connected 
in parallel. A concentric 
winding arrangement is 
used, the secondary 
winding being placed 
on the outside, making 
it more convenient to 
carry away the heavy- 
current secondary con¬ 
nections. 

Since it is imprac¬ 
ticable to bring out 
ta]:)pings from the 
secondary winding, diie 
to the large cross- 
section necessitated by 
the heavy current, 
variation of the secon¬ 
dary voltage is gener¬ 
ally obtained by means 



Fig, 81a.—T imiJE-PHASE 2,460 kVA. ar<^ furnace 
TRANSFORMER, 20,000/180*79 VOLTS 

(British Thomson-Houston Co., Ltd.) 
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of tappings on the 
primary windings. 
The number of 
turns in the primary 
winding is increased 
to effect a corre¬ 
sponding reduction 
in secondary volt¬ 
age over the re¬ 
quired range. In 
addition, on three- 
phase transformers 
required to give a 
practically constant 
current output, a 
reduction of secon¬ 
dary voltage to 
57*7 per cent, of 
its initial value 
can be obtained 
economically by 
changing the 
primary winding 
connections from delta to star. A common arrangement of windings, 
combining both the above methods and giving a voltage range down 
to 35 per cent, of the maximum voltage in seven steps, is shown 
diagrammatically in Fig. 81 b. 

If, however, a constant kVA. output is required at the lower secondary 
voltages, as distinct from constant current output, the delta/star winding 
arrangement offers no advantage, and voltage control must be effected 
by primary tappings only. Owing to the high heat contents of the 
furnace and the charge, momentary discontinuance of the energy sujiply 
is unimportant, therefore it is not usually necessary to fit on-load tap¬ 
changing to the transformer, and off-load tapping switches of a specially 
robust desigii to meet the frequent operations are generally adopted. 
With large transformers the tapping switches may be motor driven and 
arranged for electrical remote control. Interlocks with the primary 
circuit-breaker are provided so that the tap changer cannot be operated 
inadvertently with the transformer excited. 

For most types of arc furnaces high reactance is required in the 
supply oirctiit to stabilise the arc and to reduce peak loads on the system 
during the melting period ; consequently, transformers may have a 
reactance of the or^r of 20-25 per cent. Generally it is more economical 
to achieve this partly by inserting a reactor in series with the primary 
winding rather than to design the transformer with an inherent reactance 
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Fig . 8In.—DiAcniAM of connections fok fubnace 

TBANSFORMEB 

Transformer provided with tapped primary winding ar¬ 
ranged for delta or star connection to give wide range of 
secondary voltage. 

A terminal link board (not shown) can be provided such 
that either J, f, or all the series reactance can be included for 
each of the four higher secondary voltages as may be found 
desirable. 
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of the required value. With the delta /star primary winding arrangement, 
when the winding is star*conneoted, the transformer reactance is usually 
in itself sufficient without the need for additional external reactance 
and the reactor is only connected in circuit when the delta connection is 
in use ; i.e. for the higher range of secondary voltages. Furthermore, 
since the reactance of the transformer itself will, when provided with 
primary tappings for secondary voltage variation, increase with a reduc¬ 
tion in the secondary voltage, if the external series reactor is provided 
with tappings these can be selected on each of the four higher secondary 
voltages to give a substantially constant reactance over a great part of 
the secondary voltage range. The application of a tapped reactor is 
shown in Fig, 81 n. 

Resistance funiaces are used foi piocesses requiring a constant 
temperature or a slow temperature cycle (e.g. heat treatment, annealing, 
etc.). The heat is generated by resistance units of special alloy, or in 
certain cases by tlie resistance of the charge itself. For the operation 
of resistance furnaces constant current is required, not constant kVA., 
and in many cases only infrequent voltage adjustment is necessary. 
This is carried out by tapping boards or by a standard type of manually- 
operated off-load tapping switch. 

Some types of large resistance furnace have a number of heat zones, 
and in such cases the heating units in each zone are separately supplied 
by low-voltage transformers which are in turn supplied from a main 
st^ep-down unit taking a high-voltage supply from the system. The 
relative temperatures of the various zones can be adjusted by tapping 
links on the individual low-voltage transformers, whilst the temperature 
cycle of the furnace as a whole is controlled by primary tappings on the 
main transformer in much the same way as for arc furnaces. 

The cooling arrangements employed for furnace transformers depend 
on the conditions obtaining in each case. For small resistance-type 
furnaces naturally air-cooled dry transformers are frequently used as, 
although more expensive than oil-immersed units, they have lower fire 
hazardb and can, therefore, be located close enough to the furnace to 
economise in secondary leads. Transformers filled with non-inflammable 
liquid dielectric are also used under such conditions. Oil-immersed, 
self-cooled units are usually employed for large resistance furnaces, and 
for arc furnaces up to about 5,000 kVA.; but where space is limited, and 
generally for transformers above this capacity, forced-oil circulation 
with water cooling is frequently employed. Cooling water has to be 
provided for the furnace and is therefore available. 



Chapter XI 

THE CONTROL OF TRANSFORMER TEMPERATURE 


T he fundamental limit to tlie load a transformer can safely carry is 
the maximum temperature that the insulation can be subjected to 
continuously without excessive deterioration ; in other words, tlie 
thermal capacity of the insulation. Since the temperature of the hottest 
spot in the insulation is the true measure of the output of a transformer 
in terms of its thermal capacity, the maximum safe load can be deter> 
mined by observing a temperature that has a definite known relation to 
that of the hottest spot. The limit of safe load is reached when the 
temperature value observed attains a predetermined maximum, the exact 
value depending on how the temi)erature indication is obtained. 


Table V.— Temperatttke Ltmtts for Transeokmkrs with CLASis “ A ” Insulation 


Ti/pe of Cooling (b) 


Conliniions 
Max, Temp, “ C, (a) 

90 

95 

100 

105 


Dry AN 

Oil- ON 

immersed i OFN 

(c) 


AB 

OB OW 

OFB 

OFW 


(a) Peak values 5° C, higher are permissible, providing the average temperature over 
a 24-hour period does not exceed the figure shown. (This does not apply to water-cooled 
types where a constant ambient temperature exists.) 

(b) With “ mixed cooling ” the maximum permissible temperature will depend on 
whether the transfoimer is on the “ natural ” Or “ artificial ” rating. 

(c) For all oil-immersed types the continuous maximum permissible oil temperature 
is ; Class A, 85° C. ; Class B, 75° C. 


The maximum or hottest spot temperature allowable continuously for 
Class A insulation is 105° C., and the permissible temperature limits for 
the different types of cooling are determined by the permissible difference 
between the maximum temperature and the mean copper temperature— 
as measured by increase of resistance. Maximum permissible tempera¬ 
tures for the various types of cooling are shown in Table V. The values 
in this table are based on the temperature-rise limits, and the standard 
reference ambient temperatures of B.S.S. 171—1936—as measured by 
the methods stated therein. Although in the specification the per¬ 
missible values given are temperature-rises, in practice, transformers are 
not usually operated by reference to temperature-rise as it is more 
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convenient to directly measure a temperature that can be accepted as 
the temperature of the unit. Quite frequently, however, the temperature 
of the transformer is practically disregarded—^provided it is by no 
means excessive—and the unit loaded in accordance with its rated 
output. If the unit is designed to comply with the B.S.S.—as is generally 
the case—^the rated output is equivalent to the continuous maximum 
rating, as defined, and which is the basis of the specification. 

Permissible Overloads 

Now the C.M.R. is determined in relation to the standard reference 
ambient temperatures staled in the specification, that is to say, the 
output stated on the rating-plate of the transformer has a value based 
on the assumption that the ambient temperature obtaining is equal to 
the standard reference value ; but it is evident that under actual service 
conditions the ambient air lemperature, for instance, will seldom ap¬ 
proach and rarely be maintained at 35° C.—^the specified value. Thus, 
when the ambient temperature is below the standard value, the maximum 
transformer temperature will be less—with rated output—than that 
permitted by the s]:)ecification ; consequently, the unit is then capable 
of a greater output, either continuously or for a period, than that corre¬ 
sponding to the C.M.R. That transformers may be overloaded—in 
relation to their ranted output—when the ambient conditions are favour¬ 
able is recognised by the B.S.S., which tabulates data for the calculation 
of the permissible duration of overloads for different types of cooling 
when the ambient temperature is below the standard reference value. 
The stipulation is made that the rated voltage and frequency must be 
maintained, and that the application of overloads must be effected with 
discretion. “ Short-time overloads should be followed by a period of 
at least four hours’ duration at the same (or less onerous) loading con¬ 
ditions as preceded the application of the overload. The permissible 
duration of the overload will depend on the transformer temperature 
already reached before overloading takes place. 

In practice, loading should be controlled by reference to an observable 
temperature, not by a calculated value, and it is clear that since the 
B.S.S. permissible overloads are based on the maximum temperature- 
rises allowed it is possible to operate transformers solely on the basis of 
their thermal capacity—in terms of maximum observable temperatures— 
and that this does not infringe the implied intentions of the specification. 
It is interesting to examine the extent to which a particular type of unit 
may be overloaded by an example based on the tabulated data. When 
the ambient temperature is the standard reference value specified, a 4,000 
kVA. 11 kV. type ON transformer starting with a temperature not exceed¬ 
ing the ambient temperature (i.e. quite cold, having been off load for a 
period long enough to enable it to cool down after being on load previously) 
will be capable of 10 per cent, overload for 170 minutes, and 100 per cent. 
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overload for 20 minutes. If the same unit had been continuously excited, 
with the secondary open-circuited, then its temperature would be such 
that for 10 and 100 per cent, overload the times would be 130 and 14 
minutes respectively. After continuous running at normal rated load 
no overload is permissible. 

The effect of an ambient temperature lower than the standard refer¬ 
ence maximum value of 40^^ 0. is demonstrated by the fact that when the 
ambient temperature is 25° C. (maximum daily average 20° C.) the 
particular transformer being considered is capable of 10 per cent, overload 
continuously—even when it has been operating at normal rated load. 
Starting from cold, 100 per cent, overload can be carried for 30 minutes ; 
after continuous excitation on open circuit for 20 minutes ; and after 
continuous running at normal ra^d load for two minutes. 

Methods of Operating Transformers 

From the foregoing it is apparent that transformers can safely carry 
loads in excess of their rated output, and can in fact be loaded on the 
basis of the maximum temperature permitted. This method of loading 
has certain definite advantages as compared with the rather common 
method of operating transformers by reference to their ampere loading. 
With the latter method, above a certain load another unit is switched-in 
without regard to the temperature of the unit, or units, already on load, 
which may be such as will permit a reasonable overload for a fairly long 
period. By making use of the overload capacity it is often possible 
to avoid putting another unit on load, thus reducing switching operations 
to a minimum. This is desirable since during switching operations a 
transformer is always subject to pressure-rises and current-rushes, both 
of which tend to weaken the insulation between turns of the coils, 
electrically and mechanically, thereby increasing the possibility of 
ultimate breakdown, and short-circuit between turns. Modem units 
are, of course, built to withstand switching transients ; but even so, it is 
always advantageous to minimise the disturbances on a high-voltage 
system resulting from switching-in transformers. 

Another method of operating a group of transformers aims at main¬ 
taining a high group efficiency ; the loading of each unit being decided 
by the output at which its efficiency is a maximum. Above this output 
a point is reached where—despite the fact that each unit may be under¬ 
loaded—^the highest percentage efficiency of the group is maintained by 
switching in another transformer in parallel with those already on load. 
In this case thermal loading will produce a greater percentage loss, 
unless the maximum efficiency occurs at approximately full thermal load. 
However, where several transformers are instalted in an unattended 
station with a low load factor, and short-time load peaks occur, loading 
the units on a thermal basis may permit one, or more, to be kept off 
load—at least for certain seasons of the year. By this means the trans- 
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former losses on light loads are reduced to a minimum, and a higher 
annual efficiency of the group obtained. Perhaps the greatest benefit 
of being able to operate transformers on the basis of their thermal capacity 
arises at times of emergency, when the minimum of plant is available. 

Measurement of Temperature 

To enable thermal loading to be effected with impunity, and, generally 
to guard against excessive temperature, it is essential to be able to 
measure accurately some temperature which can be accepted as a safe 
guide to the operation of the transformer. Since the true rating of a 
transformer is determined by the temperature of the hottest spot in the 
insulation it would be preferable to V* able to measure this temperature, 
but it is not yet possible to do this directly. The winding temperature, 
however, can be determined ir two wajs : (1) by measuring the increase 
of winding resistance with temperature ; (2) by thermo-couples embedded 
in the winding acting as temperature detectors. The first method is not 
suitable for operating pui-poses as it would entail shutting-down the 
unit to make the necessary measurements ; but it is of exceptional 
utility for determining permissible temperature-rise limits from which 
the approximate relation between oil and winding temperatures may be 
established. As the resistance of copper varies in direct proportion to 
its absolute temperature, the ratio of the hot to the cold temperatures of 
the windings is derived from the ratio of their hot and cold resistances. 
Since temperature measurements by this method are not available for 
cdntinuous observation, and measurement by thermo-couples is generally 
impracticable and always very expensive, in practice it is necessary to 
employ methods of determining transformer temperature which are free 
from these disadvantages. The most usual method with oil-immersed 
transformers is to measure the temperature of the hottest oil; a maximum 
permissible temperature value being determined from a knowledge of the 
relation between this and the hottest spot, or winding temperature. The 
temperature relations are fairly definite, the average winding temperature 
being approximately the same amount greater than the average oil 
temperature as the hottest spot temperature is greater than the hottest 
oil temperature. 

Permissible Oil Temperature 

For operating purposes critical values of hottest oil temperature can 
be stated by the transformer manufacturers from a knowledge of the 
internal temperature distribution of the unit concerned, determined 
experimentally. For example, one recommendation is that when a trans¬ 
former is designed to comply with the B.S.S. which permits a maximum 
oil temperature of 85® C. continuously, an alarm should be given at 
90® 0., and the unit should be automatically tripped out of service at 
95® C. In tliis particular case the latter temperature value will be 
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proportiohal to the maximum internal temperature beyond which the 
thermal capacity of the transformer will most probably be exceeded. 
Once a transformer has been subjected to a really excessive temperature 
the risk of complete failure is always present, and the transformer 
should preferably be re-insulated. 

With some types of transformer the limits fixed for the temperature- 
rise of the windings necessitate a reasonably low oil temperature, but in 
many ty])es tlie maximum permissible temi)erature of the oil is determined 
partly by its relation to the hottest spot temperature, and partly by the 
maximum temperature that the oil itself will withstand continuously 
while maintaining its quality as both a cooling medium and a dielectric. 
B.S.S. No. 148, “Insulating Oils for Electrical Purposes,” recommends 
that Class A oil should be used when the maximum oil temperature 
exceeds 80° C., while Class B oil may be used when the maximum oil 
temj3erature does not exceed 75° C. For a transformer rated in accord¬ 
ance with the B.S.S. temperature limits Class A oil should be used, since 
the 50° C. temi)erature-rise permitted for the oil allows a maximum oil 
temperature of 85° C., but often Class B oil is used instead ; sometimes, 
because it is considered that acid formation is reduced when Class B oil is 
substituted for Class A oil. Apart from this, the use of the former would 
be justified in units whose maximum oil temperature does not exceed 
75° C., as the result of favourable ambient temperature or load conditions. 
At the same time the lower permissible temperature-rise of Class B oil 
may prevent a transformer being loaded to the full extent of its thermal 
capacity since the relatively excessive oil temperature corresponding to 
the maximum permissible winding temperature will accelerate the 
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formation of sludge. When a transformer with Class B oil is operated 
in the region of its thermal capacity the oil, and the transformer, must be 
kept thoroughly clean. 


Bimetallic Dial Thermometers ^ 

Several types of thermometric devices for indicating oil temperature 
are in common use. Glass thermometers have a limited application, but 
it is usually preferred to be b<^ able to observe a dial reading. One instru¬ 
ment used for indicating oil temperature is the Rototherm dial thermo¬ 
meter, a sectional drawing of which is shown In the self-explanatory 
Fig. 82. The essential, and most unique feature of the thermometer is 
the temperature-sensitive element, whi'‘h consists of a bimetallic strip. 
As the strip is composed of two metals—v hose coefficients of thermal 
expansion are widely different- firmly bonded at their face of contact, it 
will change shape as the tern|[>erature varies. The torque produced in the 
element by this means is apnlied to rotate a spindle carrying a pointer. 
Rototherms are either inserted in the transformer pocket or fitted perma¬ 
nently when the unit is built. An important precaution to observe with 
this type of thermometer is that the stem is long enough to reach to the 
end of the pocket so as to immerse at least three inches in the oil. If the 
stem is too short 


the instrument may 
not be indicating 
oil temperature at 
all, but merely that 
of the hot vapour 
above the oil level. 

Bulb Thermometers 

Another type of 
thermometer lised 
extensively for the 
measurement of 
hottest oil tempera¬ 
ture is that con¬ 
sisting of a bulb 
connected to an 
indicating instru¬ 
ment by capillary 
tubing. The tem¬ 
perature-sensitive 
medium is either 
mercury or alcohol. 
Bulb thermometers 
containing mercury 



83.—^Acooson vapour pressttre thermometer 
(A. O. Co88or <£• Son {Thermometers), Ltd.) 
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are known as the 
'‘mercury-in-steel ” 
type, because a steel 
capillary is used, and 
those containing 
alcohol, with a copper 
capillary tube, as the 
“ vapour pressure ’’ 
type. A complete 
vapour pressure equip¬ 
ment is shown in 
Fig. 83, and the 
mechanism of a typical 
indicator in Fig. 84. 
The operation of the 
V.P. type depends on 
the fact that the vap¬ 
our pressure of a pure 
volatile liquid is a 
function of its temper¬ 
ature. The bulb is 
partly filled with 
liquid, the remaining 
volume, together with 
the capillary arid the 
Bourdon tube of the 
indicator, being filled 
with vapour. An in¬ 
crease in pressure 
causes a deflection of 
the Bourdon tube. The 
MJ.S. type operates 
by the change of liquid 
volume. 

Thermostatic Alarms 
and Control 


Fiff. 84.—^Mechanism of vafouk pressttbe thermometer 
D iAii INIHCATOR. {A, C. Co88or <&! Sou (Thsrmometers), Ltd,) 


For transformers 
without auxiliary cool¬ 
ing plant, operating 

on a definite load cycle in attended substations, it is usual to rely on 
thermometers with a maximum temperature hand operated by the 
pointer, as shown in Fig. 83 : but in other cases some form of contact- 
making thermometer is used for the notification of excessive tempera¬ 
ture, the control of auxiliary cooling equipment, and the disconnection 
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of the unit in the event of a danger¬ 
ous over-temperature arising. If 
only an alarm is required, in addition 
to a visual indication, an adjustable 
electric contact fitted to the indicator 
(Fig. 83) is sufficient, but for the 
control of other circuits two or more 
contacts are used. Fig. 85 shows a 
Rototherm dial thermometer fitted 
with one maximum and one minimum 
contact for accurate thermostatic 
control. In conjunction with a suit- 
able relay, this is used for con^roJling 
auxiliary cooling equi})ment, hi(‘h 
starts up at a predetermined u mpera- 
ture, but will not shut down until a 



certain minimum teini)€raiure is 

reached. This arrangement is essential 85.-Hotothkkm with maximum 

to prevent the equipment constantl^^ and minimum coNTAcih 

starting and stopping when the load British itototkcrm Co., Ltd.) 

is such that the temperature is only 

just sufficient to close the maximum contact. When only a maximum 
t/cmperature control or alarm is required, without a visible indication, 
the Rotostat shown in Fig. 86 can be used. This acts on the same 
principle as the Rototherm thermometer. 

Standard types of bulb thermometers are used for control purposes 
which may have indicators with as many as four adjustable contacts. 
Fig. 87 shows a waterproof type for outdoor use with adjustable maximum, 
minimum, auxiliary maximum, and auxiliary minimum contacts. The 
interior mechanism is similar to that of the two-contact model shown in 


Fig. 84, in which a spring-loaded moving contact, connected to the com¬ 
mon terminal, moves up towards the fixed contacts as the temperature 
rises. By rotating the fixed contacts, the distance that the moving 
contact has to travel to make the 


circuits can be varied, the rota¬ 
tion of the fixed contacts being 
communicated to small pointers 
which indicate the setting of the 
contact concerned on the sub¬ 
sidiary dials shown in Fig. 87. 
A special relay is incorporated in 
this model for controlling the 
circuits to the auxiliary cooling, 
etc., and ensuring a delayed 
action if necessary. 



Fkj. 8C.~-Contaut.makinu Kutosta'p 
{The British Mototherm Co., Ltd.) 
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Relation of Oil 
Temperature to 
Winding 
Temperature 

When a trans¬ 
former is loaded by 
reference to a pre¬ 
determined maxi¬ 
mum temperature 
value of the hottest 
oil, this value will 
probably ])e some 
degrees below the 
actual temperature 
limit since it is neces¬ 
sary to allow for 
discrepancy in the 
relation between the 
hottest oil tempera¬ 
ture and the maxi- 
m u m winding 
temperature arising 
from the widely 

JCig, hi. - V.r. THERMOMETER DIAL INDlCATOJt WITH FOUR . , . 

CONTROL CONTACTS Varying operating 

{A. a. Cossor <&• Son {Thermometers), LuJ.) conditions likely tO 

be encountered in 

practice. In consequence, it is not generally possible to load the unit to 
the full extent of its thermal capacity on the basis of the observable oil 
temperature. Every manufacturer can quote a safe overload value in 
terms of the oil temperature for each unit built, by making due allowance 
for the difference between winding and oil temperatures, but the value 
quoted is necessarily somewhat conservative because of the conditional 
discrepancy between the two temperatures. The difficulty of obtaining 
an accurate indication of winding temperature in terms of the hottest 
oil temperature arises because the transformer windings are, of course' 
always hotter than the adjacent oil, as there must be a temperature- 
gradient across the insulation if the heat generated in the coils is to be 
transferred to the oil. The gradient increases rapidly as the load in-t 
creases, so that even under steady load conditions a measurement of the 
oil temperature is not truly representative of the maximum winding 
temperature, and when sudden overloads are applied the latter increases 
very rapidly, whereas the oil, owing to its bulk, may take several hours j 
to reach a steady temperature. This is shown graphically in Fig. 88. 

Thus for a rapid increase of loUd the time-lag between winding and 
oil temperatures may result in the maximum safe temperature of the 
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windings being exceeded when the 
temperature of the oil is still rela¬ 
tively low. 

\^en a transformer operates 
on a definite load cycle, and a 
period of heavy load is followed 
by a long period of light load, the 
hottest oil temperature is usually 
a sufficiently accurate guide, for 
should the maximum normal load 
be exceeded due to a suddni over¬ 
load of short duration, tlie con 
servative overload rating a 
safeguard against a dangerous 
winding temperature being res ched. 

(In attended stations sudden over¬ 
loads will, of course, be dealt with 
by the staff.) Excessive over¬ 
loads are guarded against by dis¬ 
criminating overcurrent x>roteetion. 

In these circumstances, therefore, an over-temperature device actuated 
by hottest oil temperature can give adequate protection against steady 
overloads not covered by the overcurrent protection, but likely to produce 
dangerous thermal conditions. Actually, many transformers are not 
protected by any sort of thermal device, the overload or overcurrent 
protection being relied upon for disconnecting the transformer when the 
ampere loading is such as would create dangerous tlirermal conditions, if 
allowed to persist. 



Fi(j. 88.—Effect of s\ dden overload 

OM TRANSFORMER TEMPERATURES 


(A) Winding temperatnro. (B) 
tcinpemturo. 


Coi] 


Winding Temperature Indicators 

When, however, it is required to load a transformer to the limit of its 
thermal capacity, or guard against sudden heavy overloads, but at tlie 
same time avoid shutting-down the unit unless it is absolutely necessary, 
then an indication of the winding temperature is essential, and to this end 
the winding temperature indicator has been developed. 

This comprises electrical and thermal apparatus for adding the 
temperature difference between the hottest spot and the oil, to the 
temperature of the oil. The total temperature measurement thus obtained 
gives an indirect, but accurate representation of the maximum winding 
temperature. Generally, the temperature-gradient across the insulation 
of the coils composing the transformer winding is simulated by an arrange¬ 
ment of a heating element, or a coil, so designed that the difference 
between its internal and external temperatures is, at any load, the same 
as that of the transformer winding. This effect is obtained by energising 
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the element from the secondary 
of a current transformer so that 
the current which flows through it 
is directly proportional to the main 
transformer current. 

The principle of the winding 
temperature indicator is illustrated 
in Pig. 89, which is actually similar 
to the arrangement used by the 
British Electric Transformer Co., 
Ijtd. The heating element consists 
of a coil which has the same ratio 
of copper loss (in watts)/heat dis¬ 
sipating area as the hottest coil in 
the main winding: the current in 
the coil varies directly as the 

Ftg 89 Prinoiplk of winding load On the transformer, conse- 

TFTVTPERATTTRE INDICATOR quontly thc thermal characteristics 

of the winding are reproduced by 
the coil. The bulb of a standard type of vapour pressure thermometer 
is located in the centre of the coil, and since this is also immersed in the 
hottest oil, the total temperature affecting the expanding medium in 
the bulb is the sum of the oil temperature proper and the increase in oil 
temperature due to the local heating effect of the coil. Thus a true 
representation of the winding/oil temperature-gradient is given under 
all loading conditions, and the instrument presents a direct indication 
of the hottest spot temperature. The current transformer and the 
heating coil are mounted inside the transformer tank; only the thermo¬ 
meter dial is seen from the outside. 

Two types of winding temperature indicator are manufactured by the 
Metropolitan-Vickers Electrical Co., Ltd. : the thermometer t 3 pe for 
local indication, and the bridge type for distant indication. In both 
types the temperature conditions existing in the hottest part of the trans¬ 
former windings are reproduced by a heating element supplied from a 
current transformer. The element may take the form of a high-resistance 
thermometer bulb or a metal foil heating device : the first is showm in 
Pig. 90, and the second represented diagrammatically in Pig. 91. Both 
types of element are located in the hottest oil, and surroimded by insula¬ 
tion so proportioned that the temperature-gradient between the element 
and the oil is the same as that between the main transformer windings 
and the oil. Since the element is being cooled in the same way als the 
transformer windings, the actual temperature of the element will, there¬ 
fore, always be proportional to the temperature of the transformer 
windings at the hottest spot. 

From data obtained experimentally, the excess temperature Of the 
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Fig, 90 .— Thebmometek-type winding tempebatube indicator 
[MettropolUan-Vickera Electrical Co., Ltd.) 

hottest part of the windings above the hottest point of the oil is known 
very closely for various loads, and the indicating instrument is, therefore, 
calibrated to show a temj)erature value equal to that of the hottest i)art 
of the transformer windings under all load conditions. 

Equipment of the thermometer type for local indication comprises a 
thermometer wdth a high-resistance bulb (Pig. 90) to which the leads 
from a current 
transformer are 
connected. The 
bulb, with its 
lagging, is housed 
in an oil-filled 
pocket. 

With the 
bridge-type in¬ 
dicator (Pig. 91) 
the leads from the 
current trans¬ 
former are con¬ 
nected to a lagged 
metal foil heating 
element enclosed 
in the oil-tight 



Fig, 91 .- 


-Diagbammatio arrangement of bridge-type 

WINDING TEMPBBATUBE INDICATOR 

{Melropolitan-Vickera Electrical Vo., Ltd.) 
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pocket which contains the thermometer resistance unit—consisting of 
a non-inductive resistance fitted into a metal bulb. The resistance 
unit is connected so as to form one arm of a Wheatstone bridge, the 
other three arms being made up of suitable resistances of negligible 
temperature coefficient, mounted in, or near the indicator. The values 
of the three resistances are such that when the resistance unit (located in 
the transformer) has a temperature corresponding aj)proximately to the 
maximum winding temperature at full load, the bridge is balanced and no 
current flows through the instrument connected between the points 3 
and 4 (Fig. 91). An increase in the load on the transformer causes 
increased heating of the resistance unit and unbalance of the bridge. 
Current then flows through the mstrument, which is calibrated in degrees 
C. to indicate the temperature of the hottest spot of the transformer 
winding. The equipment is operated by a low-voltage D.C. supply ; 
either an accumulator, or a rectifier connected to the A.C. mains. 

The bridge-type electrically operated indicator is used for distant 
indication, especially when the measurement of the temperatures of a 
number of iransformers is centralised so that the temperature of any one 
unit can be read by means of a single indicating instrument, and a multi¬ 
way switch. 

Thermometers for the remote indication of the oil temperature only 
ace also used, being generally similar to the bridge-type indicator shown in 
Fig. 91, without the current transformer and the special heating element. 

In principle the Hackbridge winding temperature indicator is similar 
to those alread}^ described, although the method of representing the 
maximum temperature of the windings has several unique features. 

The equipment 
consists of a 
current trans¬ 
fer m e r—t h e 
core of which 
is fitted around 
any convenient 
lead carrying 
current to the 
main trans¬ 
former—and a 
dial thermo¬ 
meter of con¬ 
ventional de¬ 
sign. Fig. 92 
shows the 
components of 

Fig. 92. —King-bllb type of winding tempeiiatt re indicator ^ complete 
{Hackbndge Electric Construction Co., Ltd.) equipment. 
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The thermometer bulb is in the form of a hollow ring of a high-resistam o 
metal filled with an expanding medium, connected to a dial indicator 
by a flexible capillary tube. The hollow ring bulb is mounted on the 
core of the current transformer, and forms, in effect, a short-circuited 
turn. By this arrangement a current is induced in the bulb proportional 
to that flowing through the primary lead of the current transformer. 
As the bulb is located in the hottest oil, under no-load conditions the 
thermometer indicates the temperature of the surrounding oil in the 
usual way, but when the main transformer is on load the current 
induced in the ring bulb raises its temperature above that of the oil 
by an amount corresponding to the load This ‘‘ boosted ” temperature 
is transmitted to the d’al indicator b\ the expansion of the fluid in the 
capillary system ; and the sur' of the liottest oil teinj)erature and the 
temperature-rise (above the oii) of the hottest spot of the windings can 
be read directly from the dial. 

Winding temperature indicators—except the distant type— are used to 
control auxiliary circuits in the same way as oil-temperature thermometers 
with contact-making devices—as will be seen from Figs. 90 and 92. 
The use of a winding temperature indicator with all transformers of 
10,000 kVA., and above, is recommended in B.S.S. No. 171—1936, 
Table 14, but the equipment is also adopted for smaller units if these 
form an important link in a supply system, or are subjected to arduous 
loading conditions. A particular advantage of operating a transformer 
by reference to maximum winding temperature is that the maximum 
safe load can be carried under any conditions. If, for instance, the 
transformer is operating at a low temperature—on account of light load 
or low ambient temperature—in emergency, a heavy overload can be 
applied until the indicator shows that the windings have reached the 
limiting temperature. 

Temperature indicators are, of course, used in the oj^eration of other 
forms of static equipment, such as the voltage regulators described in 
the next chapter. 



Chapter XII 

A.C. VOLTAGE CONTROL 

E quipment for voltage control is generally installed for maintain¬ 
ing the system voltage within limits,.but in some cases it is specially 
applied for controlling the load in a cnciiit. For certain circuits 
supplying industrial apparatus—such as electric furnaces—^the value of 
the current can l>e controlled very simply by appropriate variations of 
voltage. At the other end of the scale, as exemplified by an inter¬ 
connector transmitting a large quantity of energy, the problem of con¬ 
trolling the load is much more complex, and is effected by adjusting the 
j>ower factor by voltage regulation, and in some circumstances by 
variation of the voltage-phase displacement. The control of load in 
interconnectors has already been discussed in Chapter II, page 9, and from 
this it is clear that if conditions are such that for complete load control 
it is necessary to adjust both the magnitude and phase of the voltage at 
either end of each interconnecting circuit, then apparatus for phase- 
angle control may be used in addition to that required for line voltage- 
drop compensation and power-factor control. The suitability of the 
different classes of voltage regulating apparatus discussed m this chapter 
for phase-angle control, when required, will be indicated in the appro¬ 
priate place, but no detailed account of this application will be given as 
the subject is fairly involved and does not, in any case, come within the 
scope of this book. It should be noted, however, that for certain appli¬ 
cations voltage regulators should not introduce voltage-phase displace¬ 
ment as the result of inherent characteristics of the equipment. 

Broadly, there are two methods of applying voltage regulation to 
supply systems : (a) by installing the regulating equipment as near to 
the load as possible (which involves a large number of regulators) ; (6) by 
installing regulating equipment at a relatively small number of distribu¬ 
tion centres. In this country regulators are rarely applied nearer to the 
load than the distribution transformer supplying the L.V. network. 
Some systems employ on-load tap-changing on the primary side of the 
distribution transformer when the unit is not too small, and with others 
various forms of regulator are used for the control of individual 
L.V. sections, or the output voltage of the transformers. Automatic 
control and line-drop compensation maintain the required secondary 
voltages. 

When voltage control is effected at only a few centres the regulating 
equipment is ustially installed in the main substations. 
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Transformer Tap-changing Gear 

All forms of transformers are usually fitted with oflf-circuit tap- 
changing gear which can be adjusted externally, or may necessitate the 
tank being opened, but this class of gear is not, of course, intended for 
voltage control proper, being simply a means of enabling the transforma¬ 
tion ratio to be adjusted to suit the average value of the supply voltage 
at various parts of the system. For continuous voltage regulation many 
transformers are now fitted with on-load tap-changing equipment with 
specially arranged circuits. All the various circuits used have two 
fundamental features in common : (a) some form of impedance is intro¬ 
duced to prevent short-circuiting of the tappings ; (b) a duplicate circuit 
is provided so that the lor-d can bo canied by one circuit whilst switching 
is being effected on the other, anJ the mam circuit is not opened during 
a tap-change. The exact form of the circuit adopted varies considerably 
but the principal arrangements used are described below. 

One method which has only a limited appheation in this country is 
to connect the coils of one side of the transformer in such a way that 
there are two windings (primary or secondary as the case may be) instead 
of the usual one. The arrangement is shown in Fig. 93 (a). Both 
windings are normally connected in parallel and share the load, but 
each has a tapping selector switch and a transfer switch, although normal 
oj^eration is with the two windings connected to the same tap. The 
operation of changing taps involves six switching operations. Transfer 
switch No. 1 is opened, thus throwing all the load on to No. 2 winding. 
Selector switch No. 1 is moved one position, and then No. 1 transfer 
switch is closed, temporarily paralleling the two windings on unequal 
taps. A similar series of operations completes the tap-change movement 
on both windings. As each winding has to carry 100 per cent, overload 
temporarily, if the transformer is on full load, protective gear is necessary 
to guard against an incomplete movement of the tap-changer. This 
usually takes the form of a ring-type current transformer. The currents 
in the two primary conductors flow in opposite directions, so that voltage 
is induced in the secondary only when the primary currents differ, i.e. 
during a tap-change, and the transformer is tripped out if a tap-change 
is not completed. 

With the circuit shown in Fig. 93 (6) only a single winding is used, and 
a current-breaking switch is connected to each transformer tapping. 
Alternate switches are connected together to form two common groups 
which are connected to the outer terminals of a mid-point auto-trans- 
former or reactor, whose windings are designed to carry full-load current 
continuously. This mid-point reactor .is a customary feature of tap- 
changing equipments, its purpose being to limit the current which flows 
in the local circuit formed when two tappings are connected together, 
otherwise a very large current would flow if the tapping points at different 
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Fig. 93 . —Paballel- and single-winding schemes fob 

TKANSFORMERS WITH TAP-CHANGERS 

{Journal I.E.F.) 


voltages were joined 
by a solid connection. 
The sequence of tap¬ 
changing with the 
scheme shown in Eig. 
93 (6) is indicated by 
the table. In the first 
[)osition, swdtch No. 1 
is closed and the 
circuit IS completed 
through half the re¬ 
actor winding. To 
change taps one posi¬ 
tion, No. 2 switch is 
closed in addition to 
No. 1. The reactor 
then bridges a winding 
section between two 
taps and gives a voltage 
midway between them. 
For the next tap- 
change No. 1 switch is 
o})ened and No. 2 left 
closed. Circuit is then 
completed to the 
second main winding 
tap through half the 
reactor winding. The 
main transformer or 
reactor windings are 
not overloaded, and no 
protective gear is re¬ 
quired to guard against 
incomplete operation. 

The sequence of 
tap-changing involves 
closing one switch or 
two adjacent switches 
alternately. Owing to 
half the reactor wind¬ 
ing being in circuit on 
adjacent taps unequal 
voltage-steps result, 
and sometimes a short- 
circuiting switch for 
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the reactor is added, but this is done only at the expense of simplicity 
in the operating mechanism. 

This circuit involves large dimensions and oil quantity for the taj)- 
changer if a large number of taps is used, ])articularly if the equijmient 
is three-phase. A natural development of this arrangement is to use 
two selector switches, instead of the two groups of current-breaking 
switches, with transfer or series switches in the common leads to the 


reactor (Fig. 93 (c)). This has the advantages of the single-vhiding 
scheme (Fig. 93 (b)) and the relative movement of the switches to change 
taps is similar to that descr^'bed for the parallel winding sclieme, i.e. six 
movements to change one step, botli selector switches being connected 
to the same tapping and both transfer switches closed in all operating 
positions. 

With this arrangement the maximum number of voltage positions is 
restricted to the number of contacts in the selector switch. A greater 
number of voltage positions can be obtained with the circuit shown in 
Fig. 93 (c), by the movement of the switch being arrested half-way through 
a complete tap-change, i.e. the centre tap of the reactor is utilised as an 
operating tap, or the connections can be arranged as shown in Fig. 93 (d). 
In this case the tapping connections to the two selector switches are 
staggered,” and in all the full operating yiositions one transfer switch 
only is closed and half the reactor is in circuit on all tap])ings. This 
ai:rangement has the advantage that the reactor is never left connected 
across a winding section and so does not add to the open-circuit loss of 
the transformer in any of the positions, and the voltage steps are equal. 
The use of the mid-point reactor causes a non-uniform voltage variation 
in changing from one step to the next, but this is of no practical import¬ 
ance if the steps are sufficiently small, e.g. 11 per cent. The conditions 
of the winding connections during a tap-change are shown in Fig. 94. 


The voltage in position (c) is midway 
between those of the two taps, but in 
positions (6) and (d) reactive drop is intro¬ 
duced by half the reactor winding. The 
magnitude of this drop is proportional to 
the inductance of the reactor, which is 
designed to be faii*ly small. This reactive 
drop cannot be avoided as, if the inductance 
is made very small so as to give a low drop 
with half the reactor winding in circuit, too 
great a magnetising current will be taken 



*vphen the reactor bridges a pair of adjacent 
tappings. Usually the current drawn from 


the tapping section under these conditions 
is about 60-60 per cent, of full-load current. 


Fig. 94 .— Showing operation 

OF TAl>-OHANGER WITH SKEEC- 


When the current broken during a tap- tor switches only 
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change is sufficiently small transfer 
or series switches are not employed 
and a circuit similar to that in 
Fig. 94 is used, the current being 
broken and made on the selector- 
switch contacts. The process of 


tap-changing with this circuit will 
be a])parent from Fig. 94, which shows the ojierations involved in 
changing from tap A to tajj B. Equipment of this type is generally 
operated by some form of stored energy mechanism which ensures that 
a tap-change movement, once started, is definitely com])leted and the 
moving and fixed contacts correctly registered. 'Mechanical interlocks 
ensure that one contact completes its movement before the other starts 


to move. 


The circuit of Fig. 94 is also used with a jireventive resistor instead of 
a reactor, the resistor being short-circuited when the selector switches are 
in the normal o])erating positions. The use of resistors in place of reactors 
for the transition ” im[)edance was originally adopted for relatively^ 
small equipments onJy^ but one advantage that is claimed, namel\% that 
the circuit w hich has to be broken is non-inductive so that less relative w^ear 


is to be expected on the switch contacts, has been j)artly^ resjjonsible for 
the extension of the principle to larger equipments which involve the use 
of separate transfer switches. One form of circuit which is used for this 
])urpose is shown in Fig. 95. “ Staggered ’’ tappings are taken to a ])aii- 

of independently operated selector switches and the transfer swit(*h is 
moved between the two positions by a stored energy mechanism. Four 
fixed contacts are connected to a pair of resistors. In the j)osition 
shown, one selector switch is joined to one tapping and the other to an 
adjacent one. The circuit is completed through one short-circuited 
resistor and the transfer switch in position X. To change taps the 
transfer switch is rapidly^ moved to the opposite position Y and seletitor 
switch X is then moved to the next jiosition in readiness for the next 
tap-change. The movement of the transfer switch first removes the 
short-circuit from the resistor and later bridges the two resistors in series 

across the pair of tappings. It 
then completes circuit to the next 
- tap through the second resistor, 
and finally short-circuits the 
latter. 

In order to avoid voltage 
fluctuations during tap-changing 
one equipment employs an in¬ 
duction regulator (see page 103) 

Fif/. 90 .“ 8xn(4le-w iMUNi. suheme with bridge adjacent tappuigs dui- 

iNDucTioN KEDULATOK fiig u tap-chaiige opcratlon, thus 
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obtaining perfectly smooth voltage variation. Fig. 

96 shows a scheme adopted by one manufacturer. 

I and II represent the stator winding and III the 
rotor winding of an induction regulator which is 
capable of movement to effective positions C' to ( 7 ". 

Connections are made through two selector switches 
and ‘‘ staggered ” tappings on the transformer 
winding. With the rotor in position C', the point 
C is substantially at the potential of point A on 
the stator winding, i.e. of tapping No. 1 and a 
short-circuiting switch (not shownti) between A and 
C can be closed. To change tbe tapping position, 
the short-circuiting switch i& orxmed ani the rotor 
moved over to the position C\ wiien the point C is substantially at the 
potential of the next tapping (No. 2) and the short-circuiting switch (not 
shown) l>etween B and C can be closed. Before the gear comes to rest, 
selector switch A moves to trp No. 3 in readiness for the next change. 

With some interconnecting circuits in which a voltage phase-displace¬ 
ment is required for the complete control of the load, the characteristics 
of the system are often such that this can be eflFected by positive voltage 
boost at a fixed angle of 60"^ to the phase voltage. For this purpose a 
transformer with an interconnected-star secondar}" is used (see page 128), 
the auxiliary winding only being tapped. This arrangement is shown 
vectorially in Fig. 97. By this means the tap-changing has the double 
effect of altering the transformation ratio and of shifting the relative 
phase angle between the primary and secondary voltages, consequently 
by appropriate adjustments at each end of the interconnecting circuit 
load control can be effected. In practice, since the impedance character¬ 
istics of the line are known, the transformeis and the associated tap- 
changing gear can be designed so as to enable the required amount of 
power to be transmitted. 

Operating Mechanisms 

The mechanisms for operating tap-changing gear vary in detail 
according to the manufacturer concerned, but most designs generally 
adhere to certain basic principles. In the larger equipments, where 
duplicate selector and transfer switehes have to be operated in a definite 
sequence, Ihe respective operating shafts are usually mechanically inter¬ 
locked by gearing which includes some form of geneva gear wheel for the 
operation of the selector switches, and cams for the operation of the 
transfer switches. The motor is directly coupled to the mechanism so 
that movement is arrested if the motor stops. 

In equipments where transfer switches are not used the tap-changer is 
frequently made in the form of a rotary switch which is operated through 
a multi-toothed geneva wheel, and completion of the switch movement 
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is assured by stored energy in one of four forms : (a) Springs, (b) Falling 
weight, (c) Flywheel, (d) Spring-loaded solenoids. An example of a 
spring-loaded quick-acting mechanism, which uses a geneva gear drive 
to the switch shaft, is shown in Fig. 98. Loose travel is provided between 
the driving shaft A and the operator wheel E of the geneva gear, so that 
quick action is j)ossible when the spring is extended. A loose inter¬ 
mediate driving disc B has a projection b which engages with the faces a 
on the main shaft A. Other faces c of the disc B engage with a pro¬ 
jection d on the operator wheel E. When shaft A is revolved, the loose 
travel is taken up and disc B revolved. The spring is extended, and 
when “ top dead centre ’’ is passed the spring is released to operate E 
rapidly, and so turn the geneva gear one tooth pitch. If the spring fails 
the mechanism still operates but without quick-break action, and is 
reversible at any point of the travel. 

The falling weight design is based on the same principle, except that 
an offset weight is wound up, instead of a spring. 

In the third type the motor is coupled directly to a flywheel. As it is 
brought up to speed a centrifugally operated device couples the tap- 
changer shaft to the flywheel and, after the shaft has been turned by the 
amount of one tap-change, the flywheel is uncoupled and the motor comes 
to rest. Solenoids with ratchet mechanism are sometimes used instead of 
a motor drive. 

As will be observed from the illustrations of transformers with on-load 
tap-changing the equipment for this purpose assumes large proportions 
in relation to the size of the transformer proper, and is comparatively 



A.(^. VOLTAGE CONTROL 


153 


costly, although, of course, the most economical class of voltage regulating 
gear for certain applications. To enable tap-changing gear to be economic¬ 
ally applied to units of fairly small capacity, in recent years mercury 
switches have been successfully used in place of the normal type of selector 
switch. These “ mercury in glass ” switches, which make or break 
contact when tilted, are generally employed with the circuit shown in 
Pig. 94. The switches of the three phases are linked together and are 
tilted in the required sequence by the operating mechanism. As very 
little force is required to operate the switches, some makers use an *‘in- 
duction disc ” motor (see page 181) v hich is immersed in the oil. 

Remote and Automatic Electrical Control 

Tap-changers are usually i^f>crated electrically with additional means 
for manual operation, and arranged for remote electrical or automatic 
control. Two essential components of all control gear are (a) the 
mechanically operated contact (contact 55 in Fig. 99 (a) and (c)), to ensure 
that, when started, the aj)paratus continues to run for at least the distance 
of one tap-change (provided the auxiliary supply ])ersists), and (5) the 
limit switches, to prevent overrunning of the gear. A circuit for the 
remote electrical control of a typical taj)-changer is shown in Fig. 99 (a). 
A three-phase supply is used for the control circuit, and the direction of 
rotation of the three-i)hase induction motor (G7) is determined by the 
closing of one of the two mechanically interlocked contactors 65 and 66. 
Two of the poles only of each contactor complete the circuit for the 
motor, the third pole being connected to the mechanically operated con¬ 
tact 55, which is open in each completed tap position, and is closed when 
a tap-change is in progress. Contact 55 and the third pole of 65 or 66 
(depending on the direction of rotation) provide a hold-in circuit which 
ensures that the tap-changer movement is completed. The closing of 
either contact jR or contact L energises the coil of contactor 65 or 66. 
The motor starts up and, if contact R or contact L is broken shortly 
after being made, the gear will run for one step and then stop. If 
contact i? or i is held closed for a period corresponding to more than one 
tap-change, the motor will continue to run for a number of completed 
operations, but, if desired, the circuit can be modified to give operation 
by one step only each time contact R or contact L is closed. 

The brake coil 67b is energised in parallel with the motor, and the 
braking force is applied when the supply to the motor is interrupted. 
In series with two of the motor leads are connected the heaters of the 
thermal overload relay 29, whose contacts are connected in the con¬ 
tactor coil circuits, so that the latter cannot be energised if the motor 
shows signs of distress. The limit switches are connected in the con¬ 
tactor coil circuit, and serve to prevent either contactor 65 or contactor 
66 being energised to run the gear beyond the normal limits of travel. 

With the circuit shown in Fig. 99 (a) it is necessary to hold the control 
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switch while the 
tap-changer 
makes a move¬ 
ment of several 
tapping j)ositions, 
and to avoid this 
a preselector form 
of control is some¬ 
times used by 
means of which, 
once the control 
switch is set in 
the appropriate 
position, the gear 
wiU move through 
any required 
number of tap 
I)ositions and then 
stop. One form 
of control for this 
purpose is showi\ 
in Fig. 99 (6). 
Two potentio¬ 
meter resistances 
are connected 
across the supply; 
the left-hand one 
is connected to a 
rotary switch at 
the control point 
and the right- 
hand one is simi- 


Fig. 99. —Typical kemote electkical and automatic control connected to 

OF tap-chanoer {Journal i.F.E.) a rotary switch 

on the tap- 

changer mechanism. A directional relay is connected between the 
common connections of the switches, and the pairs of contacts on the relay 
occupy the positions of contacts E and L in the circuit of Fig. 99 (a). 

With the gear at rest in a completed tap position, the contacts of 
both switches occupy the same relative positions and no current flows 
through the relay, but, if the handwheel of the control switch is turned 
in either direction, current will flow through the directional relay, which 
will then close one of its j)airs of contacts to run the tap-changer for any 
desired number of complete tap positions until balance is restored to the 
lelay. By this method, any number of tap-changers can be controlled 
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Motor winding, coil of contactor or relay. 


HI- 


Kormally-open contacts, close when contactor coil 
enetgiicd. 


o o 


Normallyop 

energized. 


en contacts, close when relay coil 


I-- N■vrmally-closed contacis, open when relay coil 

IQ 01 eneigi/ed. 


T 


55 



55a Mechanically-operated contacts on tap-changcr 
mechanism. 


L.S.{a)\ 

L.Sjb)/ 

L’i* 

Ot 

r.lH, GIL 

GC), 6G 
GT 
G7B 


** Raise ** and “ lower ” contacts of control switch. 
Limit switches. 

Time-delay relay. 

Thermal overload relav. 

Voltage-regulating rela\. 

“ High ” and “ low ” contacts of voltage-reoilating 
relay. 

MechanicalJy-interlo( ked H-pole (ontactoi . 

3-phase motoi, 

Brake roil 


simultaneously by mounting more than one switcJi and potentiometer on 
the one handwheel. 

The essential difference between circuits for automatic control and ; 
for remote control consists in the inclusion of a voltage regulating relay \ 
and time-delay relay in place of the control switch, as shown in Fig. 99 {c ). 

1 he contacts 27 F ov 21R of the time-delay relay occupy the positions of 
contacts or L of the circuit of Fig. 99 {a). In Fig. 99 (c) the relay coil 54 
has applied to it the voltage which is to be controlled and makes either 
64i> or contact 64 J? when the voltage is lower or higher than normal. 
To prevent the tap-changer responding to momentary voltage fluctuations 
the closing of contacts 64 and 64i/ operates only on the circuit of a two- 
way time-delay relay 27 (see Fig. 100). A tap-change is only initiated 
by the eventual closing of the contacts 21F or 21R of the time-delay 
relay (after the voltage regulating relay contacts have remained closed 
for a definite period, which period is usually adjustable). In order to 
reset the time-delay relay, i.e. to open its contacts in readiness for the 
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next ta])-ohange, the circuit is completed through a second mechanically 
operated contact 55^1 on the tap-changer mechanism, which is closed 
when the gear is at rest in each completed tap position but opens during 
the period when a tap-change is in progress. When the voltage is either 
high or low, the relays will operate the tap-changer in the appropriate 
direction until the voltage is restored to normal and the voltage regulating 
relay balances again. 

With the arrangement shown in Fig. 99(c), if the supply to the relay 
coil 64 fails, contact 64L will be made and the tap-changer moves 
automatically to the position giving maximum voltage. To avoid this, 
‘‘ no-volt contacts (not shown) are usually included in the circuit and 
are so connected that, when the voltage across the relay coil fails, the 
ta])-(‘hanger either remains stationary or runs automatically to the 
position of minimum voltage. If the auxiliary supply were to fail during 
a tap-change the gear would remain at rest after the supply had been 
restored until contact 55A had been short-circuited or reclosed by turning 
the gear by hand. To avoid this, additions (not shown) can be made to 
the circuit so that the apf)aratus will respond immediately to restoration 
of the sup])ly. 

With the addition of a line-drop compensator (see page 172, where this 
is discussed in connection with the induction regulator), o])erated from 
current transformers, the effective ‘‘ voltage balance point ” of the relay 
can be arranged to increase automatically as the load increases, thus 
providing a compounding effect. 

Voltage Regulating Relays 

Voltage relays for the control of tap-changers (and other classes of 
voltage regulating equipment) vary widely in design and construction but 
many of them consist mainly of a solenoid operating on a vertical plunger 
connected to one end of a beam, pivoted at the centre, at the other end 
of which is a tension spring. Modifications of this arrangement are made 
to overcome certain inherent defects of the simple form of relay. In one 
relay of this type springs and hold-on coils have been eliminated, and 
a considerable increase made in the operating force available, by special 
design of the magnetic circuit, so that a two-way mercury switch can be 
used for the contacts (see page 182, in connection with the moving coil 
regulator). Another type of relay (Fig. 100), which is used in conjunction 
with the automatic control circuit shown in Fig. 99 (c), avoids the difficulty 
of pivots by suspending the solenoid core on two leaf springs which 
permit vertical but not lateral movement. The weight of the core is 
partly balanced by the pull of a spring which is capable of adjustment. 
At the lower end of the core a flexibly mounted contact connects with the 
higher or lower fixed contacts (64 H or 64L) according to whet^ier the 
voltage is high or low. Oscillations set up by momentary changes in the 
supply voltage are damped out by a vane working between the poles of 
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a permanent magnet. 

The core has three 
stable operating posi¬ 
tions (floating, high, 
and low) by virtue 
of the soft-iron disc* 
at the top of the 
core, which works 
between the poles of 
three sets of per¬ 
manent magnets. 

“ Under-voltage 
protection is provided 
by the lower contacts 
G4C7F (Eig. 100). 

Sometimes a separate 
time-delay relay is 
used for each direc¬ 
tion, but the relay 
in Eig. 100 includes 
at the bottom an 
induction-ty 2 )e time- 
delay relay which 
serves for both direc¬ 
tions. The disc of 
the relay moves in 
either direction ac¬ 
cording to whether 
contact 64jff or 64L 
remains closed, and 
the movable contact 
arm is driven from 
the relay spindle by 
gearing. The upper 
magnet carries an 
exciting winding 21P 
and a secondary 
winding 27aSi which is 

put in series with either the forward winding 21F or the reverse 
winding 21R on the lower magnet, depending on whether 64jBf or 64L 
is closed. Immediately after the disc has begun to rotate, contact is 
made on the drum contact to one side and the other, thus putting the 
remaining coil on the lower magnet in parallel with the coil already 
energised. In due course the contact arm makes circuit with the fixed 
contacts 21F or 21R, The time setting is adjusted by varying the 
6 * 
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positioiiH of the fixed contacts 21F and 21R. The relay is reset by 
the opening of the contact 55A (Pig. 99 (c)) during a tap-change, but 
it is of the “ slow reset ” type. This allows the time-delay to be set to 
correspond closely to the average voltage conditions. With instantane¬ 
ously resetting relays the time-delay period, if interi’upted by tjbe 
momentary opening of the contacts 64 JV or 64L, must recommence from 
zero. In general the resetting time of the relay shown in Fig, 100 is 
about one-third of the time-delay setting. 

Another form of voltage relay is based on the principle of resonance 
in a circuit consisting of an ij*on-cored reactor, a resistor, and a condenser 
in series (British Patent No. 414647). When such a combination is con¬ 
nected to an A.V. siip[)ly, near the saturation |)oint of the reactor there 
is a critical voltage above which a large increase in the current takes place 
suddenly as the voltage is increased. 

In the voltage regulating relay tvo such (drcuits are connected in ])ar- 
allel (Fig. 101 (a)) and are tuned to have slightly different characteristics, 

i.e. their critical volt¬ 
ages are of slightly 
different values. A 
magnetically oj)erated 
contactor is connected 
in parallel with each 
condenser and, as the 
voltage becomes 
higher or lower than 
normal, the voltage 
across the condenser 
changes suddenly and 
so operates the asso¬ 
ciated contactor. The 
contact L remains 




closed while the volt¬ 
age is low and until 
the critical voltage is 
reached, and contact 
H closes when the 
voltage beconies high 
and the critical volt¬ 
age of the H circuit is 
reached. 

A similar method 
employs a saturated 
reactor in parallel 
with a condenser 
(Fig. 101 (6)). As the 
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voltage is increased the leading current through the condenser iiKTeases 
at a uniform rate, whereas the lagging current through the reactor 
departs from a straight-line law owing to saturation. The combined 
current of the two circuits in parallel follows the full-line curve of 
Fig. 101 (6), and it will be seen that the current is in ])hase with tlie 
voltage at 100 per cent, voltage but becomes leading or lagging as the 
voltage of the circuit drops below^ or rises above normal 100 per cent, 
value. The reactor and the condenser are put in series with one of 
the coils of an induction-tvF:>e relay which is arranged so as not to exert 
any torque on its disc when the current and voltage are in phase, but 
turns the disc in one direction oi the other when the current leads or 
lags the voltage. 

Booster Equipments 

Booster regulators can be used in conjunction with transformers— 
one booster unit to each transformer—for the simultaneous voltage con¬ 
trol of all the circuits supplied by the transformer, or can be applied to 
individual circuits or groups. A booster equipment is made up of an 
exciting transformer and a booster, or series, transformer ; the first has a 
primary winding connected across the line whose voltage is regulated, 
and a low-voltage tapped secondary (Figs. 102 (a) and (6) and 103). By 
selection of tapy)ings on the secondary a variable voltage is applied to 
the primary of the booster transformer and a voltage induced in its 
secondary winding -in series with the line—^which voltage is added to, 
or subtracted from (when the connections to the booster primary are 
reversed) the line voltage. The exciting transformer may be of either 
the double-wound or the auto-transformer class, and various methods 
are in use for tap-changing to select the amount of voltage which is 
injected into the primary of the booster transformer and, hence, into the 
line. A feature of booster equipments is that the tap-changing is done 
with lower voltages and currents than with on-load tap-changing on the 
main transformer. 

Figs. 102 and 103 show diagrammatically three typical arrangements 
of booster equipment; one phase only is shown, although the construc¬ 
tion of the transformers is three-phase and both the exciting transformer 
and the series transformer are accommodated in one taiiE. With booster 
units one"p'6inF of tHe switching circuit is usually earthed if the exciting 
transformer is double-wound. When equal maximum values of buck 
and boost voltage are injected into the line, a centre tapping permanently 
connected to the exciting transformer secondary (Fig. 102 (a)) achieves 
the desired result. With this circuit only one end of the series transformer 
primary winding can be connected to different taps, one half of the 
winding being used for boosting and the other for bucking the fine 
voltage. From Fig. 102 (a) it will be seen that as the connection to the 
series transformer is varied from the position shown the voltage applied 
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Exciting Booster 

transtormei transformer 



to this is adjusted in steps, decreas¬ 
ing at first to zero at the centre 
point of the exciting transformer 
secondary, after which it increases, 
but as the .polarity (instantaneous) 
of the connections to the series 
transformer is reversed, the induced 
voltage will be opposite to what it 
was before. The disadvantage of 


1 —AAA ft this scheme is that a large ])ropor- 

tion of the copper in the tap])ed 
<b) i; t winding is inactive. An alternative 

-arrangement is that shown in Fig. 

B B)2 (6). The centre points of the 

exciting transformer and of the 
ririmary winding of the booster are 
BOOSTER EQUIPMENTS permanently connected, and the two 

contacts of the tap-changer are 
arranged to move in opposite directions by suitable gearing. In all 
the tap positions contacts A and B are equidistant from the centre 
tapy)ing. At zero boost both are on the middle tap and, if the switch 
positions shown in Fig. 102 (6) give maximum boost, maximum buck 
is achieved when the positions are reversed. Current passes through 
the centre connection only during a tap-change, and energises a 
protective relay whose contacts close if the normal time of a tap- 
change is exceeded. Fig. 103 shows the connections of a booster equij)- 
ment in which all the tapped winding is used in both the maximum 
boost and the maximum buck positions, the connections to the primary 
of the series transformer being reversed when required by specially 
arranged switches. The connections are similar to those of Fig. 102 (/>), 
but the mid-point reactor, or choke, used during a tap-change is also 
shown, together with the switching arrangements. A, B, C, D and E 
are contacts—operated by a suitable mechanism—for selecting the 
tappings. P and N are contacts for reversing the direction of the 
voltage applied to yx, the primary of the series transformer. S short- 
circuits the mid-point choke, and Q short-circuits yx when no voltage 
boost or buck is being applied to the line. By this means the secondary 
of the series transformer is rendered non-inductive when it is not in use. 


The choke is normally short-circuited in order to divide the current 
equally between its two halves ; as the current flows through the choke 
in opposite directions* this is, thereby, rendered non-inductive. The 
sequence of operations to change from normal (no buck or boost) to plus 
IJ boost is : P closes, A closes, Q opens, S opens, B closes, A opens, 
8 closes. This completes one tap-change, P, jB, and 8 being closed, and 
the voltage between a5 and a4 appHed to yx. The only contacts closed 
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SECONDARY WINDING OF 
SERIES TRANSFORMER 


in the normal posi¬ 
tion are Q and S. 

The next tap- 
change to increase 
the percentage 
boost is effected in 
the same way, sub¬ 
stituting C for B 
and B for A in 
the sequence of 
operation; and 
similarly for the 
other stages of 
boost. 

To a f))) 1 y a 
1)licking voltage to 
the line, starting 
from normal, the 
sequence of opera¬ 
tions is ; 'N closes, E closes, Q opens, B opens, D closes, E opens, B 
closes. 1), and B being closed, the voltage between al and a2 is 
a]i[)lied to yx in oj)posite direction to that giving one stage of boost. 
The percentage buck is increased by the same sequence of operations 
as with boost, the a]j])ropriate contacts being involved. To decrease 
the ])ercentage of boost or of buck the sequence of operations is the 
reverse of that for an increase. The above will be clear from a study 



(Vvutacth 4iown in normal (no ))ooKt or hiu'k) 
and iS' closod, all otherH opeii. 


Q 


of Fig, 103. 

The selector gear usually consists of oil-immersed contactors operated 
in sequence by a cam mechanism ; air-break contactors and a drum con¬ 
troller ; or the latter. 

Boosters are of particular utility if a heavy-cut-rent circuit is involved 
as, by suitable choice of voltage in the switching circuit, the current to 
be dealt with in the tap-changer can be kept within reasonable limits. 
By means of two boosters connected in the circuit complete control 
of the load in an interconnector can be effected, one equipment giving 
an “ in-phase ” boost, and the other a “ quadrature ’’ boost, i.e. a voltage 
lagging 90° behind the voltage on the supply side of the boosters. This 
arrangement is rarely used as it is costly. 

Busbar voltage may be controlled by any type of equipment for 
regulating the output voltage of the transformers ; but generally, either 
on-load tap-changers or boosters are used. When it is required to control 
the voltage of an individual circuit, this may be effected by tap-changing 
on a transformer supplying that circuit only ; or by a booster, induction, 
or moving coil regulator. 

For certain applications, such as low-cai)acity individual circuits. 
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regulators are generally installed in preference to the other forms of gear. 
Moreover, regulators can be built economically as* single-phase units, thus 
three such units are often installed when it is essential to control each 
phase of a three-phase circuit separately by reason of unsymmetrical 
loading. Three-phase regulators are, of course, less costly than three 
single-phase units, but in the particular circumstances referred to, the 
latter arrangement is often considered to be justified. The other two 
types of voltage regulating equipment cannot be conveniently designed 
for individual control of each phase, consequently their application is not 
always possible despite any other considerations that may be involved. 

Static Balancers 

To counteract the effect of out-of-balance current in a threc-])Jiase 
four-wire system an interconnected-star balancer ]nay be used and 
remarkable improvement obtained by this means alone. The construc¬ 
tion of an interconnected-star balancer is that of a 1/1 ratio three-phase 
auto-transformer with the sections of winding on each limb connected 
as shown in Fig. 104. With this arrangement if, for example, an out-of¬ 
balance current of 30 amperes is flowing in the neutral, then this current 
would be split up by the balancer which would transfer 10 amperes to 
each of the more lightly loaded lines, thereby relieving the overloaded 
line by 20 amperes. From the point of view of counteracting unsym¬ 
metrical loading it is preferable to install a number of small balancers 
near the load centres instead of one large unit at a distribution sub¬ 
station, but when it is not permissible to earth the neutral at more than 
one point it is essential to carry it as a continuous conductor throughout 
the system. In this case, if the neutral is interrupted the voltage of 
one phase may rise to the full line voltage to earth under fault conditions. 
This possibility has been eliminated by incorporating with the balancer 

a special high im¬ 
pedance choke, which 
is connected in the 
neutral conductor im¬ 
mediately in front of 
the balancer (Figs. 
104 and 115). With 
si ngle -phase t hree - 
wire distributors a 
mid-point balancer is 
sometimes used to 
deal with the out-of- 
balance current. 
Where undue varia¬ 
tion of voltage arises 
from overloading as 
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(liHliiict from iiiihyiiinieh’i(‘al loading an automatic voltage regulator in 
required to maintain the voltage, and in many cases this is used in 
combination with a balancer. 

Both induction and moving coil regulators are very easily controUed 
by suitably arranged automatic gear actuated by a voltage relay, conse¬ 
quently they have been adopted for a variety of applications. 

The Induction Regulator 

Induction regulators are in use for controlling the voltage of circuits 
whose capacities range from a comparatively tew kVA. at low' voltage up 
to as much as 20,000 kVA., at 77 kV Regulators are built either as 
three-phase or single-j)ha8e units. Polyphase circuits are controlled by 
one three-phase unit—or for sorr<» applications “ twun ” units comprising 
two three-phase regulators—o^ by three, or two, single-phase units. 

The basic principle of the induction regulator is that of injecting a 
voltage into the line which boosts ” or “ bucks ” the normal line 
voltage. Actually, the means by which the voltage variation is obtained 
by the use of single- or three-)>hase regulators differs somewhat; in con- 



Fiq, 105. —StATOH of induction llEOUrATOa—THVCE-PITASr: 
{English Kleciric Co., Ltd,) 
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Fig. lOG.—R otor of indt:ction regulator—three-phase 
{English EJectrw Co., Ltd.) 

sequence, each type has a distinct field of application. The internal 
construction of the regulator generall}^ resembles an induction motor, as 
will be noted from Figs. 105 and 106, which show, respectively, the stator 
and the rotor of a })olyphase type. The elementary arrangement of a 
single-phase unit is shown diagrammatically in Fig. 107, and the connec¬ 
tion of the unit in the circuit in Fig. 108. Usually, the secondary, or 
series, winding is placed on the stator and the juimary, or potential, 
winding on the rotor. The primary winding is connected across the 
sup})ly, and the secondary winding in series with the line whose voltage 
is to be controlled. The rotor is held stationary, but its position can 
be adjusted relative to the stator. 

When the primary of the regulator is energised the magnetising 
current creates a flux in the core of the stator and thereby induces a 
voltage in the series winding. In the position shown in Fig. 107 all 
the primary flux passes through the secondary coils, and the voltage 
induced in the secondary winding is equal to the primarj^ or line, voltage 
divided by the ratio of primary turns to secondary turns. As the primary 
core is rotated the amount of primary flux passing through the secondary 
is decreased until the core reaches a position at right angles to that 
shown. In this position no primary flux passes through the secondary 
coils, and the voltage induced in this winding is zero. The continued 
rotation of the core in the same direction again increases the amount of 
flux threading through the secondary, but it is now in the opposite direc- 
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tion, so that the 
direction of the in¬ 
duced voltage is re¬ 
versed. By connecting 
the secondary winding 
in series with a feeder 
and the primary wind¬ 
ing across the line, as 
shown in Fig. 108, 
the feeder voltage can 
be varied by adding 



to or subtracting jo? Kl.j mwn'i jndi < f'lox hjc.iiatoti 

from it—by adjust¬ 
ing the ])osition of the io\>r-the voltage induced in the secondary 
winding. 

In the actual d€\sign of the induction regulator, the arrangement of 
cores and coils is a modification of that shown in Fig. 107, the coils being 
assembled in slots similar to those of an induction motor. By this means 
the changing of the amount and direction of the primary flux which 
threads through the secondary winding is moi*e gradual than would be 
Ihe case wdth the elementary design of Fig. 107, and a more uniform 


voltage variation is achieved. 

In the single-y)hase regulator the excitation of the cores is also, of 
course, single ])hase. Thus the magnetising flux is an alternating one 
and always links the entire primary, or exciting, w inding, and its direction 
is alw ays parallel to that diameter of the rotor wdiich passes through the 
centre of the exciting coils. The direction of this flux may, how^ever, be 
varied with respect to the stator and, consequently, with respect to the 
series winding on the stator. The voltage induced in the series, or 
secondary, w inding gradually varies—when the direction of the primary 
flux relative to the stator is also varied appropriately—from the maximum 
positive, through zero, to the maximum negative value. The induced 
voltage is always in phase with the ])rimary excitation voltage and, 
therefore, is added 


directly to, or sub¬ 
tracted directly from, 
the line voltage. The 
fact that there is no 
phase displacement 
between the supply 
voltage and the line 
voltage on the load 
side of the regulator 
is an important and 
advantageous charac- 
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Fig. 108 . —Connections of induction reoudator 
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teristir of tin* single pliase regulator in cireuinstaiK-es wlieie [>liasc 
(lisplaecnieni is not permissible, i.e. intereonneetors and ring-mains. 
However, although several methods of connection are available for the 
grouping of single-phase regulator banks, certain of them bring about 
voltage-phase displacement. 

The rotor of the single-phase regulator actually contains two windings : 
the primary and a second winding, short-circuited on itself and arranged 
at right angles to the primary winding. The object of this short-circuited 
winding is to equalise the losses, and the reactance of the regulator in its 
various positions of buck and boost. If the rotor were not provided with 
the short-circuited winding and were rotated from either maximum posi¬ 
tion so as to reduce the ])rimary flux passing through the secondary 
winding, and if the line current remained constant, a gradually increasing 
voltage would be required to force the line current through the series 
winding, and a correspondingly increased flux would be induced in the 
core by this winding, thereby increasing the loss. This voltage would 
reach its maximum value when the rotor is in the neutral position, and the 



FULL BOOST 


INTERMEDIATE 

POSITIONS 


FULL BUCK 


series winding 
would then operate 
as a reactance, an 
appreciable per¬ 
centage of the line 
voltage being re¬ 
quired to force 
the line current 
through the series 
coils. The voltage 
so used would be 
at right angles w ith 
tlie line voltage, 
but it would result 
in a lowering of 
the line voltage 
and in a reduc¬ 
tion of the j)ower 
factor. 

/ In three-phase 
regulators there is 


F\g. 109. — TlLUSTBATTNC KEaiTBATION OF liINK VOLTAGE BY 
THREE-PHASE INDUCTJON REGULATOR 

AO is supply voltage. 

OB voltage induced in series winding. * 

AB resultant line voltage. 

6 angle of displacement be ween AO and OB. 

Position of rotor relative to stator indicated by circular 
dotted line. 


one potential wind¬ 
ing and one aerie^ 
winding for each 
phase. The 
curreni -n eacn 
winding is singl^ 
phase, but tl^e 
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magnetisation of the rotor core is produced by the combined action of 
the three potential windings so that a rotating field of constant magni¬ 
tude results. The rotation of the field in a polyphase regulator, therefore, 
induces a voltage of constant value in each series winding irrespective of 
the rotor position, and the change in the line voltage is produced by a 
phase displacement of the induced voltage, and not by a change in the 
magnitude of the voltage as in the single-phase regulator. The phase of 
tlie induced voltage relative to the primary voltage is varied by adjusting 
tlie position of the rotor and, since the phase of the supply voltage is 
fixed, the line—on the load side of the series winding—has a total voltage 
equal to the vector sum of the supply voltage and the induced secondary 
voltage. Fig. 109 illustrates how the total line voltage can be controlled 
from full boost to full buck by varying the rotor position, AO being the 
incoming voltage to the regulator series winding, OB the voltage induced 
in the series winding, and AB the resultant line voltage. 

With a polyphase regulator the phase of the total line voltage will, 
therefore, generally be different from that of the incoming line voltage. 
When it is necessary to avoid phase displacement in three-phase circuits 
either a twin unit is used, or three single-phase units. The rotors of the 
two regulators comprising the twin unit are mechanically coupled (Fig. 
110), and the electrical connections are so arranged that each regulator 
contributes one half of the total voltage added to each phase, and the 
total voltage is always in phase with the Incoming voltage, as shown in 
Fig. 111. The phase angle of one induced voltage is neutralised by the 
phase angle of the other. 

Induction regulators are directly connected in high-voltage circuits 
up to a certain voltage which depends on the outj)ut ; but it is unusual 
for them to be included directly in circuits of more than 15 kV. For 
higher voltages both potential and series transformers are employed in 
the rotor and stator circuits respectively. The constructional features of 
induction regulators will be appreciated by considering typical units 
manufactured by the Ikiglish Electric Co., Ltd. 

The stator and rotor cores (Figs. 105 and 106) are built of thin lamina¬ 
tions of non-ageing silicon steel of very high quality ; one side of each 
lamination being coated with an insulating material that does not 
deteriorate with heating. The stator and the rotor are assembled 
vertically, as shown in Fig. 112, and since they operate under oil, in both 
cores ample provision is made for the circulation of the oil, which is 
cooled by means of a tubular tank—^in the same way as an ON trans¬ 
former. Separate external radiators are used for very large units. 

In view of the severe electrical and mechanical stresses to which the 
regulator may be subjected under fault conditions special attention is 
given to constructional detail. 

The mechanism for operating the rotor is motor-driven, as sliown in 
Figs. 110 and IKl. A quadrant for the worm drive, which is of massive 
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F'ig. 112.— TiiKJ.K-rHAsr indi otion regi eator tor 12,000 kVA., 6C kV. tefdkr 
Left : complete unit. Right : internal assembly. {Er\gh(>}( Eh chic C'o., Ltd ) 



mounted on the motor shaft. The brake is released magnetically when 
the motor is switched on, and ensures that the operating mechanism 
stops instantly when the motor circuit is opened. With the exception of 
outdoor regulators, a handwheel is provided for emergency use (Fig. 110). 
The general features of representative types of induction regulators are 
shown in Figs. 112, 113, and 114. 

The type of regulator used for a particular application is decided by i 
both technical and economic considerations, but the latter will not be ^ 
considered here, although it may be said that generally the cosjb of three 
separate single-phase regulators is high compared with that of a single 
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FifJ. 1 14.— TnKKIJ-riIA8E bank of at IOWATIC 3NDUCJION lUA.L 1 A'J OHS 
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SUPPLY TRANSFORMERS INDUCHON REGULATOR STATIC BALANCER 



b'nj. 115. AliKANdKMENT OF KKOl LATOll AND STATIC HALWCP'.R 
{Emjlish Elect nr (V>., Lt(L) 


voltages. Fig. 115 shows one circuit arrangement of a regulator and 
a balancer. The latter is located at the load centre but the former may be 
located either at the supfdy end or the load end of a circuit, the best 
position of the combined equijiment on the system depends on local 
conditions. With the induction regulator placed at the supply end of the 
line, a line drop compensator may be incorporated in it so as to maintain 
a constant voltage at the load end. The compensator (Fig. 116) is made 
up of a variable resistance in series with a variable reactance, the values 
of both being adjusted so as to be i>roportional to the actual resistance 
and reactance of the line. Current from the secondary of a current trans¬ 
former passes through the circuit; thus, since the current is proportional to 
the line current, the voltage drop across the resistance and the reactance 
in series is proportional to the line drop. The ends of the circuit are also 
taken to a potential transformer. Included in the loop circuit formed 
by the resistance and the reactance, and the secOhdary of the potential 
transformer, is the operating coil of a relay, which controls the position 
of the regulator rotor. Thus the actual voltage across the operating 
coil is proportional to the difference between the line voltage, and the 
line drop, consequently the relay can be made to adjust the induction 
regulator to compensate for the line drop. 

If, for example, there is a 10 per cent, voltage drop at full load between 
the load centre and the regulator, which is designed to regulate the 
voltage by, say, 15 per cent, up and down, then the line compensator can 
be set so that the voltage, instead of remaining constant at the supply 
end of the line, will rise in proportion to the line voltage at such a rate as 
to give a 10 per cent, increase at full load; in this way constant voltage will 
be maintained at the load centre. When the induction regulator is placed 
at the load centre a line drop compensator is not required, the regulator 
maintaining constant voltage at this point under all conditions of load. 
Fig. 116 shows schematically the automatic control used for adjusting the 
regulator so as to maintain constant voltage with the regulator at .the 
supply end of the line. 
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When single- 
phase regulators 
are used to avoid 
phase displace¬ 
ment their connec¬ 
tion in the circuit 
has to be specially 
arranged. In the 
case of the four- 
wire system, which 
is practically 
limited to low- 
voltage distribu¬ 
tion networks, the 
regulator primary 
windings should 
be star-connected, 
and the star point 
connected to the 
neutral of the 
system, as in Fig. 
117. With this 
connection there is 
no voltage phase 
displacement, but 
it should be noted 


POTENTIAL CURRENT 

transformer transformer 



Fig, IK). -ScHKMATio diagram of automatic control for 
INDUCTION regulator 

Contactor It closes to raise voltage. 

Contactor L closes to lower voltage. 

Compound windings of voltage relay give additional torque 
to the moving element when the contacts close, thus ensuring 
that these are held firm imtil the operation is completed. Limit 
switches are mechanically interlocked. 


that the star point of the primaries must be connected to the neutral 
point, otherwise there is nothing to determine the phase voltages of the 
primary windings and unequal boosting may occur. If each regulator is 
subject to independent automatic operation there may also be instability. 
Ring-mains are frequently operated at 6-6 or 11 kV., three-wire, and 
where single-phase regulators are es¬ 
sential an interconnected-star balancer 
should be used with its star point 
connected to the star point of the 
regulators as an artificial neutral. 

Without this precaution serious 
troubles are likely to occur, particularly 
when switching the regulators into 
service. Three-phase three-wire systems 
may be regulated by means of three 
single-phase regulators with the primary 



windings connected between lines, or 
by means of two single-phase units 
connected “ V,’’ or “ open-delta.” 


Fig. 117.— CoNNKimoN of single¬ 
phase regulators in FOITR-WIRE 
SYSTEM FOR NO PHASE DISPLACE¬ 
MENT 
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F}g. 1 I<S.-~rONNi*X’TinNrS rOR THRTSK-rilA'=?K RPRilTLA- 
TJON JiY SINOLR UNITS WITH NO TUASi: 

DISPUACHMENT 


Fi^, US slH>\^s tlic coii- 
ju'ctioiis of induction 
regulators with “ split 
secondaries for three-phase 
three-wire regulation with¬ 
out phase displacement. 

The adaptability of tlie 
induction regulator to auto¬ 
matic control makes it 
especially suitable for the 
regulation of parallel 
feeders, when it is neces¬ 


sary to maintain the voltage phase angle the same in all the feeders. 
For two feeders the regulators can be coupled mechanically, so that 
they always operate simultaneously, but this is not a very flexible 
arrangement, and various schemes have, therefore, been devised for 
simultaneous operation. The scheme, shown diagrammatically in Fig. 
119 has been used successfully with as many as four parallel feeders. A 
potentiometer resistance (1) is mounted on each regulator and has its 
sliding contact (2) geared to- the regulator rotor. A sensitive polarised 
relay (3) is connected between the slider of the master regulator and each 
of the trailers. The contacts of this relay close the “ raise or “ lower ’’ 
voltage motor contactors, thus restoring the “ trailing ” regulator to the 
same angular position as the mastei*. This system is very simple and 
will be recogriised as an adaptation of the Wheatstone bridge and gal¬ 
vanometer. A centre-zero voltmeter (4) is connected between the centre 
point of the potentiometer resistance and the slider, and is scaled in 
electrical degrees displacement from neutral. By this means any 
regulator can be brought into the same angular position before switching 

it into service. 



Fig. 119 . —Method fob controllino voltaoe of 

FABALLEL FEEDERS SIMUXTANEOUSEV 

{Kiigli.sh Electric Vo., Ltd.) 


Tlie voltage control 
of a feeder to com¬ 
pensate for the load 
drop between two dis¬ 
tribution centres, and 
maintain the same 
voltage at either end 
ifrespective of the 
supply voltage, has 
been accomplished by 
means of a differential 
relay supplied from two 
potential transformers 
and a line drop com¬ 
pensator, as shown in 
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Fig. 120. The incoming 
volts plus the line-drop volts 
are balanced against the 
outgoing voltage and thus 
provide just the necessary 
boost according to the load. 

The above applications 
of the induction regulator 
are, of course, only a few 
of the ways in which this 
form of voltage control is 
used. The equipment is 
also used for industrial 
[)urposes for maintaining 
constant voltage or current. 

Load control of interconnectors is elFected by i]Klu(‘tion regulators in 
the same way as described jueviously (page 9, Cha[)ter 11). When, for 
complete control, quadrature voltage control is necessary in addition to 
in-phase voltage control this is provided by means of twin-type induction 
regulators specially connected. 

The Moving Coil Voltage Regulator 

The principal function of any voltage regulator is to vary the voltage 
in a cii‘cuit, preferably smoothly, and without interrupting the load : this 
the movmg coil regulator performs, by means of its characteristic feature 
—a short-circuited coil moving up and down the leg of a laminated iron 
core. There are many practical applications for this regulator, but the 
only one considered here is the control of voltage in an A.V. transmission 
or distribution circuit. 

The essential components of the moving coil regulator comprise a 
two-legged core as 
used in transformer 
construction with coils 
a and b (Fig. 121) 
mounted respectively 
at the top and bottom 
of one leg, and a 
short-circuited coil tS* 
which is free to move 
up and down the leg 
between coils a and b. 

This arrangement is 
shown in Fig. 121. 

The moving coil is (a) a>) 

entirely isolated fiy, 121. PiUNrrrLK or mowhg coil jti 5 (UiLATOii 
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electrically, so that 
no flexible connec¬ 
tions, slip rings, or 
sliding contacts are 
used. If a voltage 
be applied to coil 
a only, the result¬ 
ing current will 
de])end upon the 
impedance of the 
coil, this being 
determined by the 
position of the 
moving coil 8 ; 
which is, in effect, 
the short-circuited 


secondary of a transformer whose primary is coil a. The flux due 
to the latter links with the moving coil s —^to a degree determined 
by its distance from a —and induces an E.M.F. in 6. This causes a current 


to circulate and create a flux in opposition to that due to coil a. Thus, 
the back E.M.F. induced in coil a and, therefore, its impedance are 
determined by the difference between the flux due to the current 
in this coil and that due to the current in the moving coil s. The 
path of the flux due to coil a is shown in Fig. 123. With the mov¬ 
ing coil m the position shown no E.M.F. is induced in it, but as it 



is moved closer to coil a an increasing 
flux is created o])posing that of coil 
a, the impedance of which is thereby 
smoothly reduced. The movement of 
the moving coil towards coil b has the 
effect of reducing the impedance of that 
coil. Hence, with the moving coil in 
the position shown in Fig. 121 (a), the 
impedance of the coil a will be small 
and of coil b large. If a voltage be 
applied across these two coils con¬ 
nected in series, then the greater part 
of the voltage will appear across coil 6, 
and a small part only across coil a, as 
shown in the figure. With the moving 
coil at the bottom of the leg, as in 
Pig. 121 (6), the respective impedances 
of coils a and b are reversed, and the 


Fuj. 123.- MoVINC! (JOJL IlKOLILATOlt 
FOR vorta(;e boost only 


greater voltage will now appear across 
coil a. 
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With the values as¬ 
sumed in the figures, and 
an impedance variation 
of 20/], it will be seen 
that the voltage across 
coil b can be varied 
smoothly and uniformly 
from 5 to 95 volts by 
varying the position of 
the moving coil. In 
actual i)ractice a range 
of 0-100 is obtained 
with the simple arrange¬ 
ment shown in Fig. 121. 

However, such a 
wide range of voltage 
variation is only re¬ 
quired in testing trans¬ 
formers and the like, for 
transmission and distri¬ 
bution circuits voltage 
variations of from 10 to 
20 per cent, are suffi¬ 
cient. These variations 
can be obtained from 
the regulator in two 
ways, either by using 
the regulator in con¬ 
junction with a tapped 
transformer, as in Fig. 
122, or by means of 
additional windings on 
the regulator, as in Figs. 
123-125. In Fig. 122 
the regulator, as pre¬ 
viously described, is 
connected across a por¬ 
tion of the winding of 
the transformer. By 
suitably choosing these 
transformer tappings 
any desired range of 





Fig. 125. —Operation of regulator givincj rotr 
VOLTAGE boost AND BUCK 


voltage variation can be 

obtained. The arrangement shown in Figs. 122 (a) and 122 (6), repre¬ 
senting the Ferranti type A regulator, gives a voltage variation of 90-110. 
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F%g, 126. —Single-phase automatic 

MOVING-COIL KEGl/LATOR GIVING 0-12 
PER CENT. BOOST IN A 60 kVA., 240 
VOLT CIRCUIT {Ferranti, Ltd.) 


Eor voltage control independenl 
ol *{ transtornier, modified arrange¬ 
ments ()f the tyj>e A regulator arc 
used, and designated tyj)e B regula¬ 
tors. With these, the voltage varia¬ 
tion obtained by the method shown 
in Fig. 121 is stepped down to the de¬ 
sired value by means of an additional 
coil or coils connected in series with 
the line. An arrangement giving 
voltage boost only is shown in Fig. 123, 
and diagrammatically in Fig. 124. 
The voltage across the boosting coil 
r will be a constant fraction of the 
voltage across the adjacent coil a, de¬ 
pending upon the turns ratio of these 
two coils. In Figs. 124 (a) and 124 (6) 
it is assumed that coil a has ten times 
the number of turns as coil r. From 
the values given in these figures it 
will be seen that the output voltage 
varies from 100 in the minimum volt¬ 
age position to 110 in the maximum 
voltage position. By reversing coil r 
its voltage would be subtracted from 
the input voltage instead of added to 
it, and the secondary voltage would 
then vary from 100 to 90 volts. 

If it is required to both increase 
and decrease the voltage, that is, to 
buck and boost, a cod I similar to r is 
mounted at the bottom of the leg close 
to coil 6, as shown in Fig. 125. As¬ 
suming that this bucking coil I has 
one-tenth of the number of turns of 
coil />, then with the moving coil in 
the minimum voltage position, as in 
Fig. 125 (a), the output voltage will 
be 100 — 10 = 90 volts. Similarly, 
with the moving coil in the maximum 
voltage position, as in Pig. 125 (6), 
the output voltage will be 110 volts, 
the total variation being plus or minus 
10 per cent, of the input voltage. 


By choosing suitable turn ratios for coils r and Z, any desired values of buck 
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and boost can be ob¬ 
tained ; this being an 
important character¬ 
istic of the moving coil 
regulator. In most 
cases different values 
of buck and boost are 
required ; in fact, all 
boost and no buck is 
common. The regulator 
is built, in general, on 
the same lines as 
ordinary transformers ; 
the laminated iron core, 
coils, insulation, struc¬ 
tural work, and general 
assembly being in ac¬ 
cordance with standard 
transformer pract i ce. 

I'he regulator ca n, 
therefore, be designed 
for high voltages and 
heavy currents, and the 
need for shunt- and 
series - transformers is 
avoided. Very small 
regulators for indoor 
service may be air in¬ 
sulated and air cooled, 
but all others are oil 
immersed in plain, 
tubular, or radiator 
tanks, depending upon 
the capacity. 

Single-phase regu¬ 
lators are of the divided 
core type, with circular 
concentric windings. In the smaller sizes the moving coil is carried in a 
non-magnetic frame operated by a square-threaded g^haft, as shown in 
Fig. 126. In the larger sizes the moving coil is supported at both ends 
and operated by two square-threaded vertical shafts. Mechanical drive 
is by one or more induction disc motors through simple spur gearing, 
except in special cases, wdiere ordinary three-])hase induction motors are 
used. Three-phase regulators are made uj) of three niodified single-phase 
units, assembled in triangular formation, wdth a central square-thread 


F%iJ, J27.- SlNOLK-PKASK AUTOMATIC MOVINO COll. 

KKOULATOB, 30 kVx\. 

Incoming v'oltss 264 236, outgoing volts 240-262 com¬ 
pounded. {Ferrantif Lid,) 
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operating shaft. In 
all types of regu¬ 
lator, except the 
largest sizes, all the 
mechanical oj^era- 
ting gear, including 
the motor, is oil 
immersed. The 
regulator, complete 
with its mechanical 
gear as a unit, is 
enclosed in a tank 
of standard trans¬ 
former construc¬ 
tion, as in Fig. 127 
for a small single- 
jjhase unit, and 
Fig. 128a for a large 
three-})habe regula¬ 
tor. Regulators are 
specially c o n - 
structed, for special 
applications, in the 
form of feeder 
pillars, for installa¬ 
tion in street pits 
or for pole mount¬ 
ing, etc. 

An advantage¬ 
ous feature of the 
moving coil regu¬ 
lator for certain 
applications is that 
neither single- nor three-phase units have any voltage-phase displacement 
in any regulator position ; consequently it is suitable for the control of 
voltage, load distribution, or power factor in interconnectors. 

Moving coil regulators can be operated in parallel with each other, 
simultaneous operation being ensured by coupling the regulators 
mechanically where possible, or alternatively, by electrical control. 
The regulators must, of course, have appropriate internal impedance 
values in the same way as when'ordinary transformers are connected in 
parallel. Similarly, where regulated feeders are to be operated in parallel 
with unregulated feeders the combined impedance of regulator and feeder 
must be considered. 

Another outstanding feature of the regulator is the simplicity of 


Fig. 128a, —Moving coil voltage regulator givinij a 
20 PER CENT. VOLTAGE CONTROL IN A 7,500 rVA., 
11 kV. THREE-PHASE CIRCUIT 

External view showing cooling radiatois, and automatic 
control gear pedestal on right. {Fetmnti, Ltd.) 
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automatic control gear ; the 
appearance of this being shown 
in Pig. 127. The simplification 
of this gear is primarily due to 
the very low mechanical power 
required to operate the regu¬ 
lator. ^e._JUiotor used is of 
the induction disc split-phase 
tyj)e, the driving element of 
which consists of iron-cored 
coils mounted on either side of 
a copper disc forming the rotor. 

The phase displacement is 
obtained either by connecting 
a condenser in series with one 
of the coils or, in some three- 
phase circuits, by connecting 
the coils between appropriate 
phases and neutral. The com¬ 
plete motor with four driving 
elements is shown in Fig. 129; 
and the diagram of connections 
in Fig. 130. A single two-way 
switch controls both starting 
and stopping, and direction of 
rotation. This type of motor is 
particularly suitable for auto¬ 
matic control as it can be 
designed to run at very slow 
speed, ^.g. 150 r.p.m. or less, 
and the torque exerted at 
starting is very high, being 
much greater than the running 
torque. Furthermore, it takes 
no more current at starting 
than when running at full load 
so that electrical overloading is 
impossible and the motor can, 
therefore, be stalled without 
any risk of damage. 

As a direct result of the 
characteristics of the induction 
disc motor the apparatus re¬ 
quired for automatic operation of the moving coil regulator is reduced 
to a minimum. Du^ to the slow motor speed relatively little mechanical 

7 



Fig. 128 b.—Moving coii- voiiTAGE regoeatoti 

GIVING A "'20 PER CENT. VOLTAGE CONTROL 
IN A 7,500 kVA., 11 kV., THREE-PHASE 
CIBOGIT 

Internal view, showing winding construction, 
motors, and mechanical operating gear at top. 
{Ferranti^ Ltd.) 
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F^g. 129. —Induction dis( motor Ay used in moving 
COIL REGULATOR. {FcitauH, LUL) 


gearing is , required, 
and for the same 
reason an automatic 
brake is unnecessary 
as the over-run is 
negligible. Also, the 
speed of operation of 
the regulator can be 
much slower, so that 
momentary voltage 
variations are too short 
in duration to cause 
appreciable response in 
the regulator. No 
time-delay relays are 
therefore used, and in 
consequence the regu¬ 
lator begins to operate 
immediately voltage 
conditions demand it. 
The current taken by 
the motor at starting is 
very low so that this is 


controlled by a small single-phase mercury switch instead of contactors. 
The voltage relay or contact-making voltmeter operates directly on the 
mercury switch. No limit switches or overload trip are necessary in the 
motor circuit by reason of its particular characteristics. With the 


moving coil regulator a special Astatic voltage relay is employed and, 
except ip the larger sizes, the relay controls directly the driving motor, 
no auxiliary apparatus being required. With some large regulators—such 
as that in Mg. 128b —operation is by means of a large-diameter spur wheel, 
fixed to the top of the operating shaft, driven by a number of induction 
disc motors distributed around its circumference. 


The Ferranti Astatic voltage relay consists of an electro-magnetic circuit 
with movable iron core or plunger. This is mounted vertically and moves 
up and down in simple guides, as shown diagrammatically in Fig. 131. 

The principle of design is such that 



the pull on the plimger for a given 
applied voltage is constant, and in¬ 
dependent of position over a wide 
range of movement, which is a 
characteristic not possessed by 
certain other types of electro- 


i30.-ii.i>^orioN nisc motob ma^etio relay. Thia effect is 

ciRouiT AND CONTROL achieved by suitable impodanoe 
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characteristics of the electric 

circuit and by special con- rr —‘ 

struction of the magnetic cir- ^ || y / 

cuit. If, therefore, the voltage _ 

is so adjusted that the pull is ^ 

exactly equal to the weight of 

the plunger this will float in air, ' ‘ ‘ | 

being maintained in a vertical 

position by the guides. Under --CH 

these conditions the plunger _ ^ 

will remain permanently in 

any set position. If it is ini.-DiAcmAM showing mechanical 

forcibly raised or lowered by action oi* Astatic belay 

hand to another position it will 

also remain in that position until further disturbed. This fundamental 
characteristic of not tending to any one position has given rise to the name 
‘‘ Astatic ” voltage relay. 

The plunger movement operates through a lever b to tilt a mercury 
switch 3 suspended 

from a fulcrum P, as Astatic relay 

shown in Fig. 131. 11—^ Merci^y 

The mercury switch is |-iLn^ 

of the ^o.wB.y type 1T '—1 

With three electrodes. J a ’— g 

In the normal posi- J| Hpifotor 

tion, i.e. when the l_... 

pull on the plunger is I _ 

astatic, the pendulum 
action of the switch 
will cause it to take 


up a neutral position 
as shown in Pig. 131 
(a). If the volts rise 
slightly, the pull -will 
increase, and the 
plunger will rise and 
tilt the mercury 
switch until the pen¬ 
dulum action of the 
switch movement 
balances,the increase 



in pull. When the 
tilt is sufficient, the 
mercury makes 
contact between the 


Fig. 132.— Typical automatic control gear circuits 

FOR MOVING COIL REGULATOR 

(a) Circuit giving adjustable constant output voltage. 
(b) Circuit as (a), but with resistance compounding giving 
output voltage rising with load. 
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middle and one of the outer electrodes, as shown in Fig. 131 (b), and 
starts the motor operating the regulator in the required direction. 

With the astatic voltage relay the energy available for making contact 
is, with a 1 per cent, change in the voltage, 480 times greater than that in 
certain other types. Due to the special characteristics of the relay, 
which enable mercury switches capable of directly controlling loads of 
2-5 kW. to be used, the control circuits are very simple. Two typical 
automatic control gear circuits are shown in Fig. 132. 



Chapter XIII 

CONVERTING EQUIPMENT 


T he three forms of plant mostly used for A.C. to D.C. conversion 
are : {a) Rotary convertors. (6) Motor convertors, (c) Mercury- 
arc rectifiers. Motor generators are used for special purposes, but 
not generally for major substations. 

The rotary convertor has a direct current armature of normal design, 
with the addition of tappings, on the end of the armature opposite to the 
commutator, taken to slip rings. The field system is generally similar 
to that of a direct current machine ; it may be shunt or compound 
excited and is usually fitted with interpoles. The operating character¬ 
istics, considered from the A.C. side, are those of a synchronous motor, 
i.e. the speed i6 constant, mth a given frequency, and on the D.C. side 
those of a generator with the exception that the output voltage is not 
adjusted in the same way despite the fact that the excitation may be 
controlled by a field rheostat. 

Although the rotary convertor is in effect both an A.C. motor and a 
D.C. generator, on account of the same armature and field coils being 
used in each case, the conditions of conversion are such that there Ls a 
fixed ratio between the D.C. voltage and the voltage applied to the slip 
rings. 

The D.C. brushes are placed so as to obtain the maximum voltage 
available in the armature. When two tappings from the armature to 
slip rings coincide with the positive and negative brushes (see tappings to 
slip rings 1 and 4, Fig. 133) the D.C. voltage is equal to the maximum 
voltage applied to the slip rings. This maximum voltage is the peak 
value of the A.C. voltage so that in the ideal case, when the A.C, voltage 
follbws a sine law with a maximum value equal to the D.C. voltagp, the 

virtual (R.M.S.) value of the A.C. voltage = = 0-707 of the 

D.C. voltage. This corresponds to the conditions in a single-phase con¬ 
vertor. 

The speed of the armature being proportional to the frequency, as 
it .rotates, the voltage between the two tappings (1 and 4) decreases, 
reverses, and reaches a maximum in the opposite direction when the 
tappings have rotated through one pole pitch. The voltage then 
decreases, reverses to its original direction,and again becomes a maximum 
when the tappings have rotated through another pole pitch. The 
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3 phase H.T SUPPLY' 
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transpormca primary 

UTPAL 


BRUSH 
ARMATURE RINDiNC 
COMMUTATOR 
SLIP RINGi 


neutral, tr RCQmREO 

“3^3— 


Fig. 133. —Connections of ses-phasb kotaby oonvebtob 
Transformer comiections : Y, primary ; diametrical, secondary, 
{British Thomaon^Houston C7o., Ltd.) 


rotational speed of the armature in r.p.m. is equal to where 

f = the frequency and p = number of poles. In the case of the single¬ 
phase convertor the time taken for one complete revolution will be the 
same as that required for the A.C. voltage to complete one cycle. 

Single-phase rotaries are not, of course, used in practice, six-phase 
units being customary ; the transformer secondary winding is suitably 
connected for this purpose, as shown in Fig. 133. Since the armature 
of the convertor carries both the A.C. for motoring and the generated 
D.C., and as the latter is also of an alternating nature, but i| rectified 
by the commutator and brushes, the effective current heating the 
armature is the difference between the A.C. input and the D.C. output. 
As the temperature-rise of the armature is the factor largely determining 
the output of a D.C, machine, for a given size of armature a much greater 
output can, therefore, be obtained from it when used with a rotary con¬ 
vertor than would be permissible with a D.C. generator. The heating 
of the armature, due to the I^R loss, becomes more uniform as the 
number of phases used is increased in consequence of the resultant current 
becoming more uniform. For this reason the six-phase winding is, 
generally adopted, since for the permissible temperature-rise a greater 
output, or higher overload capacity, can be obtained, as well as an in¬ 
creased efficiency. 

Eotary convertors may be started either from the A.C. or D.C. supply 
£^yailab]e« The former method is effected in a number of ways, the 
method generally employed being that using an induction motor which 
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has a pair of [)oIes less than the rotary convertor. At starting the stator 
windings are connected to the transformer secondary, and when the 
•machine has run up to speed and is excited, the stator windings are 
connected in series with the slip rings, and the supply from the trans¬ 
former. The motor acts as a synchronising reactor in series with the 
armature, so that when the armature pulls into step there is very little 
possibility of reversed polarity, and a failure to synchronise, because the 
rotating field in the armature is produced by a current which is not 
strong enough to reverse the residual magnetism in the field. As soon as 
the convertor is in step, the stator windings of the starting motor are 
short-circuited. Various modifications of this method of starting are 
used but they are all similar in principle. 

On account of the fixed ratio between the voltages at slip rings and 
commutator, regulation of the I).C. voltage can only be obtained by 
adjusting the voltage at the slip rings. This can be effected by tappings 
on the transformer, an induction regulator or static booster connected 
between transformer and slip rings ; a synchronous booster connected 
in a similar manner, or by what is termed reactance control. The latter 
is the cheapest and simplest method of voltage control and is generally 
installed for conditions of service which do not require more than 10-“20 
per cent, voltage variation. This form of voltage regulation necessitates 
the introduction of additional reactance in the transformer, or a separate 
external reactor. The method by which the voltage at the slip rings is 
varied is illustrated in the diagram, Fig. 134, representing the voltage 
relations of a 1/1 transformer. By increasing the excitation of a rotary 
convertor the power factor of the A.C. input can be adjusted from lag 
to lead, and vice versa. It will be seen from Fig. 134 that if the excitation 
be adjusted so 

that the current _ 


is lagging, the 
effect of re¬ 
actance is to 
lower the slip 
ring voltage ; 
while if the ex¬ 
citation is ad¬ 
justed to draw a 
leading current, 
the effect of re¬ 
actance is to 
raise the slip ring 
voltage. 

The applica¬ 
tion of a rotary 
convertor as a 



Fig * 134 .—^Veotoh diaobams bepbesentiko beactance oontAol 

O P is a vector representing the voltage at the H.T. terminals 
of the transformer, and is assumed constant. 

OB is a vector representing the reactance voltage produced 
by the current O 0 passing through the reactance. 

O S is a vector representing the slip ring voltage which is the 
resultant of O B and O P. 
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three-wire machine is effected by connecting a neutral to the secondary 
of the transformer as shown in Fig. 133. When the convertor armature 
is in the position shown, the secondary winding of the transformer lettered* 
% to is, for the particular instant, connected across the positive and 
negative brushes. At that instant, therefore, the centre of the trans¬ 
former is at a potential of half the voltage across the U.C. brushes. 
As the armature rotates, the potential across the secondary winding 
decreases and reverses ; but it will be seen that the centre point of the 
secondary always remains at a potential of half the D.C. voltage. If 
this point is, therefore, connected to the neutral of a D.C. system, the 
rotary will maintain constant potential between the neutral and positive, 
and also between neutral and negative. When a load is connected 
between the neutral and positive, the out-of-balance current will flow 
along the neutral wire and divide at the transformer, half passing 
tlirough one side of the transformer and half through the other, the 
current finally passing through the armature windings to the positive 
brush. This out-of-balance current/ on one side of the system causes 
a small IR drop, consequently the voltage on this side will drop slightly. 
In practice the amount of out-of-balance current is seldom such as to 
produce an excessive voltage difference between the two halves of the 
system. 

The Motor Convertor 

For connection to a high-voltage supply a transformer is required 
for the rotary convertor. One of the distinctive features of the motor 
convertor is that this is not required, up to about 11 kV., as the latter 
consists of an induction motor mechanically coupled to a D.C. generator, 
and, in addition, the rotor winding of the motor is electrically connected 
to the armature of the generator. The arrangement is shown in Fig. 135. 
The general theory of the motor convertor will be appreciated by consider¬ 
ing a unit in which the motor and the generator each have two poles. 
Once the machine has been started the combined rotating element rotates 
at a speed corresponding to half the synchronous speed of the induction 
motor, or, in other words, the slip ” of the latter is 50 per cent. The 
rotating field set up in the stator by the supply current rotates relative 
to the rotor at a speed corresponding to half the periodicity of the supply, 
thus the E.M.F.’s induced in the rotor have a periodicity equal to half 
that of the supply circuit. When the generator and the motor have an 
equal number of poles, as the D.C. armature coupled to the motor is 
rotating at a speed coiTesponding to half the periodicity of the A.C. 
supply, the E.M.F.’s induced in the armature winding will have the 
same periodicity as those in the rotor winding. Provided the rotor and 
the armature are each wound with a suitable number of turns, by "con¬ 
necting the two windings together the speed remains constant as the 
motor convertor becomes, in effect, a synchronous machine by virtue of ' 
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A.C SUPPLY 



Fig. 136. — CONNJCCTIONS or motor convertor. {Bruce Peebles dh Co., Ltd.) 


the interaction between the alternating flux in the armature and the 
D.C. field. 

Owing to the induction motor having a speed corresponding to half 
the periodicity of the supply only one-half of the electrical energy sup¬ 
plied to the rotor is converted into mechanical energy, and transmitted 
by the shaft to the D.C. generator. The other half of the energy supplied 
to the rotor is transferred to the armature electrically by means of the 
interconnections. Thus the induction motor operates half as a trans¬ 
former, while the D.C. generator acts half as a rotary convertor. 

The rotor of the motor convertor is generally wound for twelve phases 
as this gives a very strong synchronising force and makes the machine 
exceedingly stable, and not likely to fall out of step due to dis^firbanoes 
on the A.C. system. Where the number of poles of the two portions of 
the set differ, the speed is inversely proportional to the sum of the 
number of poles of the motor and the generator. If / = frequency, 
n = r.p.m., and p^ are the number of poles of the motor and generator 

respectively, then n = —. 

Pm+Pg 

Motor convertors are generally provided with three bearings, the 
electrical connections between the rotor and the armature being effected 
by leads through hollow portions of the shaft. 

The convertor may be started either from the A.C. or D.C. sides. 
With the first method only three of the phase windings are used during 
the first starting operation. These are connected to the slip rings and 
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the non-inductive starting resistance (Fig. ^35), a section of *which is 
gradually cut out to bring the speed near to the normal operating speed 
of the machine. On approaching synchronous speed the E.M.F.’s 
induced in rotor and armature will alternately be in opposition and con¬ 
junction, consequently the current through the starter will vary between 
a maximum and a minimum value as indicated by a voltmeter connected 
across the starting resistance. When the pointer of the voltmeter is 
practically steady the starter and the slip rings are short-circuited by 
special gear ; in the case of a three-wire P.C. unit, a double-throw 
switch. 

When starting from the D.C. side is adopted it is necessary to use an 
ordinary D.C. starter and synchronising apparatus. 

The slip rings are of small dimensions, their function being merely 
for starting the convertor and, in three-wire systems, to carry the out-of¬ 
balance current. The neutral wire is connected to the bottom three 
contacts of a double-throw switch used initially for starting, and then 
short-circuiting the slip rings, so that the connections to the rotor winding 
are similar to those of the three-wire rotary convertor shown in Fig. 133 ; 
in the case of the motor convertor the rotor winding is equivalent to the 
secondary winding of the transformer. 

Synchronous-motor generators, rotary and motor convertors are all 
used for power factor correction in suitable circumstances, since it is 
possible to make them take a leading current by over-exciting the field. 

Mercury-arc Rectifiers 

The present tendency with regard to A.C. to D.C. conversion is to 
use mercury-arc rectifiers instead of some form of rotating convertor 
whenever practicable, since they have a higher efficiency, are noiseless, 
require little maintenance, and are very easily adapted to remote or 
automatic control 

Physical Theory of Mercury-arc Rectifier 

An elementary form of mercury-arc rectifier consists of a glass con¬ 
tainer with a pool of mercury (the cathode) at the bottom, and an iron 
plate (the anode) at the top (Fig. 136). When an arc is struck between 
the mercury and the plate mercury vapour is formed ; this arrangement 
of electrodes in mercury vapour at low pressure possesses the property 
of allowing current to flow in one direction with only a small voltage 
drop, while acting practically as a non-conductor in the opposite direc¬ 
tion. Now, conduction in gases and vapours (see Chapter III, page 23) 
depends on the existence of negatively-charged elect^rons and a positively- 
charged eledtrode. In the case of the mercury-arc rectifier a few free elec¬ 
trons are present before the arc is struck ; in fact, if this were not so it 
would not be possible to strike the arc, but the conductivity of the path 
between the cathode and the anode is maintained M the result of the arc 
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heating the mercury. Electrons 
are emitted from the mercury, so 
that when the plate is at positive 
potential, and the mercury at 
negative potential, these negative 
electrons are attracted to the 
plate. The electron stream rapidly 
increases because, as the electrons 
originally produced travel at high 
speed towards the plate, they 
collide with neutral mercury 
vapour molecules and split up 
the bound charges of the latter, 
thus producing more electrons, 
and also positive ions; ocmso- 
quently the conductivity of the 
path is greatly increased. More¬ 
over, as the positive ions are pro¬ 
duced they move rapidly towards 
the mercury cathode, the upper 
surface of which is brought to a 
white heat as the result of the 
continuous bombardment, the electron emission being further increased 
thereby. Thus the rate at which electrons and ions are produced rapidly 
increases as the voltage approaches its maximum positive value, but, after 
this, the opposite is the case and the arc is extinguished as the voltage 
approaches zero. 

The electrons also bombard the plate, when this is positive, but being 
free, i.e. unassociated with chemical atoms, they have no weighable mass 
and do not, therefore, raise the ^mperature of the plate to any appreci¬ 
able extent. 

Although electrons are emitted from the plate, the nature of the 
mercury is such that the emission from this is infinitely greater than that 
from the plate, which is comparatively negligible. 

From the foregoing it will be apparent that if an alternating voltage 
is applied to a circuit consisting of the elementary rectifier and, say, a 
resistance connected between one terminal of the transformer secondary 
and the cathode (Fig. 136), during the half-cycle when the plate is positive 
the electrons will travel towards the plate, pass into it and flow, in eifect, 
back to the cathode through the transformer secondary and the resistano^ 
When, however, the voltage reverses, and the plate is negative and the 
mercury positive, elections emitted from the mercury will not now travel 
towards the plate since this is of the same polarity as the electrons, but as 
the anode emission is negligible, the flow of electrons from the plate to the 
mercury of negfttive polarity is also negligible* Thus current will only 



Fig, 136 . —Elementary mbrcuby-abc 
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flow around the circuit during the half-cycle when the plate is positive, 
and the D.C. through the resistance is uni-directional but periodic, the 
rectifier acting as a non-return valve in the A.C. circuit. Since the 
electrons flow around the circuit in a direction opposite to that in which, 
by convention, current is assumed to flow, the mercury cathode is the 
positive of the D.C. supply. In the conventional sense, when the 
anode voltage is positive, current flows from the transformer to the 
anode, through the rectifier to the cathode, and thence through the 
D.C. apparatus back to the transformer. 

With the half-wave rectifier (Fig. 136) when the arc extinguishes at a 
voltage zero the vapour will become de-ionised in a few micro-seconds, so 
that when the voltage applied to the anode is again positive current would 
not flow until the initial ionisation had been produced by some specially 
arranged automatic device. Actually, mercury-arc rectifiers are not 
used for half-wave rectification, the biphase rectifier with two anodes 
being the simplest practicable arrangement. This is shown in an elemen¬ 
tary form in Fig. 137. In this rectifier current will flow every half-cycle 
since one of the anodes is positive when the other is negative, but its 
use is confined to small power requirements. For substation rectifiers 
three, six, or twelve anodes may be used, the transformers having a 
corresponding number of phases. However, before dealing with the 

operation of multi-anode units 
it is necessary to consider the 
electrical theory of the rectifier 
in some detail; first, with re¬ 
ference to the two-anode unit 
represented in Fig. 137. 

Electrical Theory 

For an arc to be struck be¬ 
tween two electrodes there is a 
minimum voltage which must 
be applied, the actual value 
depending on the distance be¬ 
tween electrodes and the dielec¬ 
tric strength of the intervening 
medium. Thus, the arc between 
an anode and the cathode of a 
rectifier does not strike until 
the applied voltage reaches a 
certain value, and extinguishes 
as the voltage approaches zero 
at some value which is the 
minimum required to maintain 
the arc. During the time each 
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anode is conducting by itself (in some multi-anode rectifiers there are 
always two anodes conducting) the D.C. output voltage at the cathode will 
vary with the applied A^C. voltage, its value being, very roughly, the A.C. 
voltage less the voltage-drop in the rectifier—^the arc-drop. In the 
absence of modifying conditions—to be mentioned later—^the wave-form 
of the D.C. voltage and current will be similar to that of the A.C. voltage, 
but as the latter is not applied to the cathode—^via the arc—during the 
Vhole of the half-cycle, the D.C. voltage is available only while the arc 
is maintained. Thus the D.C. output of the rectifier during a half-cycle 
is less than it would be if the arc could be struck at the beginning and 
extinguished at the end of the half-cycle, from which it follows that the 
longer the anode is conducting during the half-cycle the greater will be 
the effective mean D.C. voltage acting in the load circuit. 

If there actually was a period in which no anode was conducting it 
would be necessary to provide a means of maintaining the emission until 
the anode voltage had risen to a value sufficient to strike the arc, so as 
to obtain a continuous rectification. (In practice, a condition similar to 
this arises when the load drops to a very low value, and auxiliary anodes 
located much nearer to the cathode pool than the main anodes are used 
to maintain rectification.) Such a period does not, however, occur due 
to the reactance of the transformer modifying the circuit conditions so 
that just before one anode stops conducting another starts. Thus two 
anodes are conducting at the same time for a short period—in other 
words, they overlap.’’ Overlapping is caused by the opposite variation 
of the currents in successive anode circuits, each containing inductance 
in the form of a transformer winding, inducing voltages which have the 
effect of modifying the wave-form of the applied voltage. 

Positive Space-charge 

The voltage between the conducting anode and the cathode is of the 
order of 20 volts, but it is clear from Fig. 137 that the voltage between 
the two anodes is the full secondary voltage of the transformer. It might, 
therefore, be expected that an arc would strike between the anodes due 
to the presence of ionised mercury vapour. However, this does not 
happen normally owing tq the presence of the positive ions mentioned 
earlier. When an anode is at xyositiye jx)tential the ions are repelled, 
but with the change to negative potential some of the remaining ions are 
attracted. These fornji a positive charge around the inactive anode— 
known as a positive space-charge—^which effectually provents the passage 
of current between the anodes. The space-charge acts as a screen which 
attracts*any electrons emitted from the anode, and since they are brought 
into association with positive ions re-combination occurs, neutral mole¬ 
cules being formed. In effect the space-charge is also a back E.M.F. 
opposing the potential of the positive anode, and as it is concentrated in 
the vicinity of the negative anode the potential gradient in the rest of the 
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space between the two anodes is very low, consequently there is little 
tendency for the electrons to pass through the ionic screen.’' 


Multi-anode Rectifiers 


With the biphase or two-anode rectifier each anode conducts for 
a half-cycle; in the three-anode unit, supplied from a three-phase 
secondary (Fig. 138(a)), each anode conducts for one-third of a cycle 
only. Referring to Fig. 138(6), assuming that the output voltage wave¬ 
form, extended to zero by the thin lines, also represents that of the 
A.C. voltage applied to each anode in succession, and ignoring overlap : 
when anode 1 is conducting it will continue to do so until the voltage 
applied to anode 2 has risen to such a value that the voltage dilference 
between anode 2 and the cathode is sufficient to strike an arc from that 


anode. Since the cathode voltage at any instant is determined by the 
voltage of the active anode, in this case anode 1, anode 2 will not strike 
until the difference between its increasing voltage and the decreasing 
cathode voltage is equal to the arc-droj). 'J'his condition is satisfied 
when the value of the A.C. voltage applied to anode 1 is the same as that 



applied to anode 2 ; in other words, 
when the instantaneous anode volt¬ 
ages are equ^l. As, at this instant, 
the voltage of anode 1 is decreasing 
and that of anode 2 increasing, 
the moment the latter strikes, the 
cathode voltage is thereafter deter¬ 
mined by its increasing voltage, 
and since the voltage of anede 1 is 
decreasing there is no longer a 
sufficient voltage difference between 
this anode and the cathode to 
maintain an arc. Thus conduction 
will take place only between the 
cathode and that anode with the 
maximum positive voltage, the arc 
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striking from each of the three 
anodes successively so that each 
conducts for one-third of a cycle ; 
or more precisely, the middle two- 
thirds of the positive half-cycle of 



the A.C. voltage of the phase to 
which it is connected. The output 
voltage wave-form (shaded in 


138 . —CoNWEcrioNS and thjboeetioad 

WATE-rOEMS OS* OCTTPUT-VOtTAGE AND 
OXTEIOSNT OF THKEE-AKODE BECTtFrKU 


Fig. 138(6)) oompnees the tops of 
the successive positire half-oydes. 
Compared with the wave-fom of the 
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two-anode rectifier output that of the three-anode unit is considerably 
smoother. 

A still more uniform output voltage is obtained with six anodes, but 
in this case each anode conducts for only one-sixth of a cycle. Similarly 
with a greater number N of anodes the output wave-form becomes 
correspondingly smoother, but each anode is in operation for only 1/N 
of a cycle. The disadvantage of increasing the number of anodes is that 
—in the absence of special arrangements—^the transformer secondary 
phase is in use for a correspondingly shorter part of each cycle ; which is 
a factor deciding the size, and the cost, of the transformer required for 
a given rectifier outi)ut. this reas6n tlie three-anode unit shown in Fig. 
138{rt) is an economical arrangement. The three secondary phases are 
star-connected, the star point forming the negative output terminal. 
The three secondary voltages ai’e equal, but displaced in time by one- 
third of a cycle. 

Effect of Overlap 

Each anode takes over the whole of the output while it is connected 
to the cathode by the arc. If there was no inherent inductance in the 
D.O. circuit, i.e. only non-inductive resistance was present, the output 
current wave-form would be identical with the output voltage wave-form ; 
but generally the connected load circuits are inductive enough to smooth 
the current and keep it substantially constant; although in some cases 
chokes are connected in the cathode circuit to smooth out the ripple of 
the D.C, output. Disregarding overlap, the anode currents can be 
represented by rectangular “ blocks/’ as shown in Fig. 138(c), but actually 
due to the inductance in the anode circuits one anode does not stop con¬ 
ducting and the next start conducting instantaneously. The presence 
of inductance causes a delay in the extinction of the arc from one anode 
and a similar delay in the rise of the arc current from the succeeding 
anode. This is illustrated in 
Fig. 139. At the point A 
anodes 1 and 2 have equal 
voltages, but since the voltage 
of anode 1 is decreasing its 
current tends to ooUapse. The 
effect of this is to induce a 
forward E.M.F. in phase 1 of 
the transformer which tends to 
maintain the voltage applied 
to anode 1 and, therefore, the 
current flow. Simultaneously 
with the decay of current from 
anode ‘1 the current from 
anode ? rises, and, in oonse- 
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Fig. 139 . —EFrEOTS of ovBstLAF on output 

VOLTAGE AN» ANODE CUB31BNTS OF A THREE- 
ANODE REOTIFIER 



196 


SUBSTATION PLANT AND EQUIPMENT 


quenee, a backward E.M.P. is induced in the corresponding phase of 
the transformer in opposition to the voltage applied to anode 2. Thus 
the decreasing voltage of anode 1 is assisted by the induced E.M.E. to 
maintain the arc from that anode, and the increasing voltage of anode 2 
is opposed by the induced E.M.F. so that this anode is prevented from 
taking over the whole of the output until after the period of overlap. 
During this period the voltages of anodes 1 and 2 are equal, and the 
output voltage of the two anodes in parallel becomes the mean of their 
resj)ective phase voltages. The anode current wave-form is as shown in 
Fig. 139, the theoretical block shape being lengthened by d, the period 
of overlap. 

The output voltage wave-form is reduced in mean value by an amount 
proportional to the overlap, and since the duration of this is a function 
of the load current, the output voltage will fall with increase of load. 

Voltage regulation of rectifiers is effected by transformer on-load tap¬ 
changing gear or some otlier form of A.C. equipment; or by special 
control grids in front of the anodes by means of which the degree of over¬ 
lap can be varied. 

Operating Characteristics 

Apart from the transformer losses, the rectification losses proper are 
due to voltage-drops at the anode and cathode surfaces, and in the arc. 
The cathode drop is between 7 and 9 volts ; which means that 7-9 watts 
are dissipated at the cathode for every ampere of arc current. The 
power is dissipated in emission of electrons, vaporisation of mercury, 
radiation and conduction of heat from the spot, etc. At the anode sur¬ 
face there is a drop of about 5 volts due to the space-charge concentrated 
there. In the arc there is a drop of roughly 0*1 volt per cm. of arc path, 
used in ionising the mercury vapour. The drop in the arc itself depends 
on conditions of load, temperature, an^ vacuum ; but the anode and 
cathode drops are substantially constant. The total internal drop—^the 
arc drop—^is generally between 20 and 30 volts, and is approximately a 
constant of the rectifier, unaffected by load current in normal circum¬ 
stances. The efficiency of a mercurj’^-arc rectifier—excluding the trans¬ 
former—for a specified kW. output, depends largely on the rated voltage, 
since the arc drop is constant. That is to say, with a given design of 
rectifier for a certain current rating, the output will be determined by the 
voltage, and as the arc drop m constant at any output voltage, the higher 
this is the smaller will be the percentage loss. 

Backfire 

The critical factor limiting the output of a mercury-arc rectifier is 
the temperature of the anodes. Excessive temperature is likely to pro¬ 
duce a backfire ” (sometimes termed an ‘‘ arc-back ”) due to the 
electronic emission from one or more anodes increasing to an appreciable 
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valuC’^so that current jiasses from the cathode to the anode as well as in 
the—conventionally assumed—^normal direction. Current may also pass * 
directly between anodes, the effect of the positive space-charge being 
rapidly eliminated by the excessive electron emission. In both cases the 
backfire constitutes a short-circuit on the transformer, and generally, 
until the arc between anode and cathode is interrupted either internally 
or by opening the D.C. circuit, a shOrt-circuit on the D.C. system if, of 
course, this is supplied from another source. Before the load circuit is 
opened D.C. will pass through the transformer and the fault kVA. to be 
interrupted by the high-voltage breaker will have a pronounced D.C. 
component. Should the D.C. circuit be opened first the internal short- 
circuit will persist either between anodes directly, or via the cathode pool. 

The temperature of the anodes depends on the load current, and since 
the thermal capacity of the anodes is comparatively low, backfire will 
result if there is a high cun*ent density either over the whole anode surface 
due to excessive loading, or over a portion of it due to the concentration 
of current in one particular spot. Another cause of high temperature is 
a high pressure of mercury vapour either throughout the whole tank, or 
locally at a particular spot on the anode. The liability to backfire was 
at one time a disadvantage of the rectifier, but with modern units every 
precaution is taken to prevent this and performance characteristics at 
least as favourable as those of rotating convertors are obtained. Even if 
a backfire should occur it does not usually harm the unit in any way, and 
it can be put into service again immediately afterwards. 

Main Features of Rectifier Units 

The three main types of mercury-arc rectifier are : (a) glass-bulb air¬ 
cooled—^Figs. 140 and 141 ; (6) steel-clad pumpless air-cooled—Figs. 142 
and 143; (c) steel-tank water-cooled—Figs. 144 and 144a. Although 
differing in detail, all three types embody the same fundamental features. 
At the base of the rectifier chamber is a mercury pool. Mercury is used 
for the cathode because, while it readily vaporises, it can also be con¬ 
densed and returned by gravity to the pool without los^ of material; 
and it is easily ionised. To start the rectifier it is necessary to produce a 
cathode spot by drawing an arc between the cathode and a sm^U auxiliary 
anode, a process termed ignition. This initial ignition can be effected in 
various ways according to the type of rectifier, but the purpose is to 
inaugurate the electron emission essential to the rectifying action. In 
small glass-bulb units ignition may be obtained by making and breaking 
two parts of the cathode pool by tilting the whole bulb ; with latger units 
an ignition anode may be operated by means of an external solenoid 
(Fig. 141). Other types of rectifiers employ a central ignition anode 
(Figs. 143 and 144). Situated above the mercury pool, but below the 
main anodes, are the excitation anodes. These are provided because if 
the load current falls to a low value^—^less than one or two amperes in 
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JPig. 140. —The largest glass bulb bectieier substation in the world 
Capacity 7,000 kW. at 500 volts D.C. {Hewxttic Electnc Co , Ltd.) 


some cases—^the arc from the main anodes will not maintain itself. The 
ignition anode may also be used for excitation if it is supplied from an 
auxiliary D.C. source, otherwise a set of two, three, or six excitation 
anodes is provided, energised from a tertiary winding on the main trans¬ 
former ; or a separate transformer. The excitation anodes maintain 
a current in a local circuit sufficient to keep the cathode spot in action. 
The temperature of the cathode spot is in the region of 3,000° C. Fig. 141 
shows the excitation circuit of a glass-bulb unit—^together with other 
detail—an<f it should be noted that the arrangement constitutes a simple 
two-anode rectifier which serves to keep a current flowii^ in the local 
circuits formed by the excitation anodes, cathode, and the transformer 
winding. 

The main anodes are made of graphite or iron. Graphite is usually 
considered to be more suitable tharffton, as with working temperatures 
of 400-600° C. impurities in the latter might lead to hot spots, backfire, 
and loss of vacuum. Some rectifiers have the anodes located at the end 
of side arms so as to protect the anode surfaces from the direct effect of 
the mercury vapour blast; with others sheet-metal anode shields are 
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employed, and louvred 
apertures have been found 
very effective in reducing 
the tendency to backfire 
by minimising ionic bom¬ 
bardment during the 
negative half-cycles, when 
the positive ions are at¬ 
tracted to the anodes. 

Although the positive 
space-charge due to the 
ions is of value in pre¬ 
venting backfire between 
anodes, the impact of these 
on the anodes may pro¬ 
duce electron emission 
from a hot spot. 

To assist in the pre¬ 
vention of backfires heavy- 
duty rectifiers have a 
special “ grid ” fitted in 
each anode shield, and 
located directly in the 
path between the anode 
and the cathode. When 
the anode is ojjerating 
the grid will be at the. 

IJotential of the arc and; 
therefore, at a lower potential than the anode, as there is a definite voltage 
drop at the anode smface. At the instant the arc goes out the grid will 
be at a negative potential with respect to the anode, and will attract 
positive ions during the short interval of time required for the anode 
itself to become negative. Thus the function of the grid is to accelerate 
the formation of the space-charge aroimd the anode. Various shapes of 
grid are used, one of the most effective consisting of straight strips, 
usually made of graphite. 

C!ooling of the external surface of the chamber by air or water is neces¬ 
sary for the purpose of condensing the mercury vapour when it reaches 
the internal siirfhoes. The anodes and cathode pool are also cooled to 
keep the operating temperatirres within safe limits. 

Glass-bulb and certain steel-clad units are evacuated and then sealed 
off permanently; but with large steel-tank units this is not possible and 
pumps are employed to maintain the vacuum. 



Fig, 141 . --Ignition and excitation oiik^cits of 

OLASS-Bl71>B BECTJFIER 
(Bntuh Thomson-Houston Co,, Ltd.) 
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Glass-bulb Units 

A limit to the capacity of a glass-bulb type of rectifier is set by the 
size of bulb that can be manufactured commercially. The limit is very 
approximately 600 amperes at 600 volts D.C. ; but glass-bulb units are 
conveniently and economically arranged in banks to give a parallel output 
of several thousand kW. 

The bulb is so shaped that its dome forms a space in which mercury 
vapour can be condensed by the natural or forced air cooling ; and there 
may be three or six arms into which the anodes are sealed. The con¬ 
structional features of the glass-bulb type are best appreciated by con¬ 
sidering typical units. 

Referring to the type shown in Fig. 141, the main anodes of these units 
are of graphite, grooved to assist the radiation of the heat developed 
in them, and mounted on stems made of the metal molybdenum. The 
stems are covered with glass, the coefficient of expansion of which enables 
it to be sealed to the metal without incurring any strain. The glass- 
covered stems are sealed into the glass of the anode arms, which are 
finally sealed on to the main bulb. In order to obtain as compactly as 
possible the spacing between the cathode and anodes necessary for the 
valve action of the rectifier, the anode arms on the bulb are bent at right 
angles. This shape also assists in preventing mercury from reaching the 
anodes. The construction of the excitation anodes is similar to that of 
the main anodes, but they are smaller, and are sealed into short straight 
glass arms located near the cathode (Fig. 141). The ignition anode 
(Fig. 141); which only operates during starting periods, is made of molyb¬ 
denum‘wire coiled into a spring at one end. A small steel armature is 
mounted on this wire and is attracted downwards when the external 
electro-magnet is energised at starting, thus causing the ignition anode 
to dip into the mercury. 

A number of cathode stems are sealed through the glass of the bulb 
in the same way as are the anode stems, so as to make contact permanently 
with the mercury. 

A tertiary winding is usually arranged on the rectifier transformer to 
give the necessary supply for the rectifier auxiliaries. Referring to Fig. 
141, the starting sequence of the type of unit shown is : (1) Ignition 
transformer unit made alive from tertiary winding; (2) Current flows 
through ignitiou magnet. (3) Ignition anode is pulled down and dips in 
mercury, and, in doing so, ignition magnet coil is short-circuited ; 
(4) Ignition anode springs back and an arc is formed ; (6) Supply of ionised 
mercury vapour is produced and the excitation arc commences ; and (6) 
Excitation current operates contactor to disconnect ignition circuits. 
When the D.C. load circuit is closed the main anodes come into operation. 
A thermal relay is incorporated in the control circuit which functions to 
protect the biilb against sustained overloads below the setting of the 
circuit-breakers, and also serves to protect the bulb against overheating 



CONVERTING EQUIPMENT 


201 


should the cooling fan fail. The relay is designed to have the same 
heating and cooling characteristics as the bulb. It is heated by the 
cathode current and cooled by the draught from the fan. The relay can 
be arranged to trip either the A.C. or D.C. circuit-breaker ; preferably the 
latter, for in that case if the trip is due to sustained overload the fan is left 
running to cool the bulb. 

Automatic fan speed control can be adopted so as to vary the speed 
according to the load, thus economising power and maintaining the bulb 
at a more even temperature. The fan motor is fed through a three- 
phase saturable reactor which has an additional winding carrying the 
D.C. When the rectifier load is small, the reactor has sufficient imped¬ 
ance to absorb practically the whole of tne voltage ; thus the fan motor 
does not then run, but when tne load increases the D.C. winding saturates 
the core, thereby reducing the effective impedance in the motor circuit. 
At full load the reactor is completely saturated, so that the full vWtage is 
applied to the fan motor which then runs at full speed. To simplify the 
arrangement, and avoid the necessity for any external heavy conductors, 
the reactor is mounted in the 


main transformer tank. 

Pumpless Steel-clad Type 

A unit which is generally 
similar to the glass-bulb type is 
the Gf.E.C. pumpless steel-clad 
rectifier shown in Figs. 142 and 
143. This incorporates the ad¬ 
vantageous features of both the 
glass-bulb and the steel-tank 
types—it does not require a 
pump but at the same time by 
using a special patent seal a steel 
container can be adopted, and 
furthermore, the imit can be 
effectively air cooled. The pump¬ 
less rectifier is of the side-arm 
type, its general arrangement 
being shown in Fig. 143. 

The cylindrical main tank A 
forms the body of the rectifier, 
and it is enclosed within the cool¬ 
ing air ducting B. An insulating 
cylinder U supports the rectifier 



on its base-plate T. ^ The mercury 
pool E at the bottom of the tank 
forms the positive pole of the 


Fig^ 142.—260 kW. 600 volts d.o. pitmp- 

LESS, AIB-OOOLED, STEEL-CLAD BECTIPIER 
EQUIPMENT (Oeneral Eledrit Co., Ltd.) 
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Fig. 143 .—ViAanAtmAXtc absakoemenX of fvmfi.ess 
AiR-cootKD BBOTiFiER. (Oewnd EUctfic Co., Ltd.) 

dissipating the heat generated at the anodes. 


D.O. supply. The side 
arms F welded to the 
main tank support their 
respective main anodes 
H, while the auxiliary 
anodes HI are each 
mounted in the stufe 
arms J. The upper 
portion of the cylinder, 
Jf, serves as a con¬ 
densing dome for the 
mercury vapour and is 
partly enelosed by the 
cooling ducts. 

On the exposed 
portion are mounted: 
the valve P, through 
which the rectifier is 
finally sealed off, and 
the lead-in insulator V 
for the ignition rod P. 
The side arm F is 
designed for the dual 
function of an anode 
shield, for preventing 
arc-backs, and a 
radiating surface for 
Anode radiators can, 


therefore, be omitted, and connections made to 



oootisp BscmriJiB 


the transformer by the terminal X, 

G.E.C. patented seals are used for the main 
anodes, the auxiliary anodes, and the cathode 
insulator; being located at G, S, and Y respe 9 - 
tively. They are also used for the ignition 
anode insulator F, and for making the grid con¬ 
nections in md-controUed rectifiers. The cooling 
aif is suppKed at a slight pressure from a fan 
located in a chamber below the rectifier (Fig. 142); 
it passes into the cooling space between the 
rectifier and the outer casing and is finally dis¬ 
charged through the opening at the top. 

The patented vitric seal lyhich iS employed 
in the construction of G.E.O. pumpless units is 
shown in Fig. 143a. It! consists of ahumberpf 
thin mUd steel cones separately coated with a 
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special vitreous enamel. After assembly of the cones in the top and 
tettom members the whole is fused up solid in an electrically heated 
oven. The result is a unit having a high dielectric strength, and capable 
of maintaining an absolute vacuum. 

To start the rectifier it is necessary that the anodes should be ener¬ 
gised, and an electron-emitting region formed at the surfiice of the mer¬ 
cury cathode. On closing the O.C.B. of the transformer the required 
potential is applied to the anodes, and at the same time the ignition 
solenoid Q mounted external to the rectifier is energised so that the 
metal cup iT, which is above the mercury surface before ignition, sub¬ 
merges, and the mercury trapped in the cup is brought out of contact 
with the starting anode B, As this breaks contact with the mercury an 
arc is formed, and electrons emitted torn the cathode in sufficient 
quantity to enable the rectifier to start operating. The pumpless type of 
re ctifier described above is made m sizes corresponding to a current range 
of 350-850 amperes for voltages up to 800. For voltages of 1,500 and 
3,000, rectifiers of this type are available as single units giving an output 
oi 1,000 and 


1,500 kW. 

Water-cooled 

Steel-tank 

Rectifiers 

Rectifiers 
which operate 
under conditions 
where severe 
short-time over¬ 
loading is ex¬ 
perienced are 
usually of the 
water-c o oled 
type. The main 
anodes ai;e fitted 
vertically around 
the circumfer¬ 
ence of an an¬ 
nular plate in the 
centre of which 
is the dome of 
the steel tank. 
This is dished 
at the bottom 



to carry the in- 1^4—CoNSTKcctioNAi. rEATUKss of WA'acB-cooLED 

SUlated cathode mbjbou»y-abc bboomfibbs. [General BUctHo Co., Ltd.) 
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pool. The main chamber is water-jacketed, and is of welded steel-plate 
construction. Further cooling is provided by jacketing the anodes and 
by inserting cooling coils into the arc space. Alternatively, a jacketed 
condensing chamber may be carried on the anode plate to which the 
insulated anodes, with their connections, are fitted. As large reptifiers 
cannot be completely sealed off pumps are used to maintain the vacuum. 
In any case, even with perfectly tight seals, there is a gradual release 
of occluded gases from the walls of the steel-tank rectifier, which would 
in time seriously impair the vacuum. The pumping equipment usually 
consists of a combination of a rotary pump and a mercury diffusion pump. 
The latter is necessary since, although under ideal conditions it is possible 
to produce pressures as low as 0‘1 mm. with the ordinary vacuum pump, 
it is still necessary to reduce the foreign gas pressures to 1 micron. 

A typical w^ater-cooled rectifier is illustrated in Figs. 144 and 144a. 
This type is made with six or twelve anodes and is intended for outputs. 
of 1,000 amperes and upwards, with a working voltage up to 4,000. The 
main tank A is surrounded by a main water jacket B. Insulating columns 
U support the tank from the main base-plate T. At the bottom of the 
tank is the mercury pool cathode E in which is placed a quartz tube D 
which serves to maintain the arc in position. The cathode insulator 
with mercury seal is shown at F. 

The circular top-plate F is bolted to the main tank and carries the 
main anodes H, the auxiliary anodes i/1, and the condensing cylinder 
with its surrounding water jacket N, The various units of the pumping 
equipment, which are shown diagrammaticaUy in Fig. 144b, are secured 
to the tank. The ignition solenoid Q, and the valve P which connects 
the rectifier to the pumping equipment and the vacuum gauges, are 
mounted on the cover-plate 0 of the condensing cylinder. The anode is 
protected by a shield L, and the upper part of each anode stem is fitted 
with an air-cooled radiator K to facilitate the removal of heat generated 
at the anodes. The transformer secondary windings are connected to 
their respective anodes by mefi\.ns of the cable sockets X, The vacuum 
seals 0 and S are of the vitric type illustrated in Fig. 143a. 

The water-cooling system is arranged so that the water first passes 
beneath the cathode pool, entering at V, and is then conducted by way 
of rubber hose to the bottom of the main water jacket B. Passing 
through the water jacket it enters the top-plate by a pipe connection Z 
and is led to the bottom of the condensing water jacket by means of 
radial holes in the top-plate. The water is finally discharged from the 
pipe W situated near the upper part of the condensing chamber. 

If it is necessary tor open the rectifier for any reason, by removing the 
top-plate bolts, the whole plate together with the vacuum pumping 
equipment can be lifted as one unit. The water jackets can be removed 
for cleaning and painting without breaking any vacuum joint. 

The rectifier is started by closing the O.O.B., thus applying voltage 



CONVERTING EQUIPMENT 


205 



Fig. 144a. —Water-cooltst) mercury-arc rectifier, 1,200 kW., OiiO vouts 
{General Electric Co., Ltd.) 
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to the anodes. At the same time the solenoid Q is energised so that the 
starting anode R dips into the mercury pool E, As the starting anode is 
withdrawn an arc is struck and the unit (^mes into operation. 

Vacuum Pumping Equipment 

With the rectifier described above the vacuum pumping equipment 
shown diagrammatically in Pig. 144b is used. A similar combination of 
apparatus is generally used for most water-cooled steel-tank units. The 
mercury pump consists of a co-axial arrangement of nozzles, several 
stages in series being used to increase the range of pressure over which the 
pump will operate. As this pump cannot discharge against atmospheric 
pressure the oil-sealed rotary backing ” pump is also required. In the 
mercury pump mercury is boiled by a small electric heater, and the 
vapour resulting passes through the nozzles where it picks up air and 
gases from the rectifier. After each stage the vapour then passes into 
water-cooled chambers where it is condensed and returned to the boiler 
while the gases pass on to the next stage of the pump, or finally, to the 
discharge pipe. 

The duty of the rotary pump is light, and by using an air receiver or 
“ interstage ’’ reservoir connected to the outlet of the mercury pump the 
backing pump is only required to operate for a few minutes each day. 
This arrangement necessitates a non-return valve of the barometric type 
between the interstage reservoir and the backing pump, and also an 
electrically operated air inlet valve to admit atmospheric pressure to the 
suction side of the backing pump when it is shut down. This obviates 
the possibility of oil vapour being drawn into the system from the pump. 

For indicating the degree of vacuum and for operating vacuum relays 
associated with certain automatic control features of the water-cooled 
rectifier, gauges of the Pirani type are employed. This type of gauge, 
which is based on the Wheatstone bridge method of measurement and 
indicates the pressure in terms of the thermal conductivity of the residual 
gases, depends for its action on the dissipation of heat from a fine resist¬ 
ance wire heated by a current at constant potential. The heat dissipall|d 
is determined by the density of the gaseous medium surrounding u. 
Thus, the lower the foreign gas pressure the better will be the vacuum 
and the lower will be the dissipation of heat from the wire. The tempera¬ 
ture of the wire will, therefore, depend on the degree of vacuum. Since 
the resistance of the wire increases with temperature, and the wire forms 
one arm of a Wheatstone bridge, the out-of-balance current flowing is made 
to indicate the degree of vacuum by connecting in the bridge circuit a 
milliammeter calibrated in microns (1 micron = 0*001 mm. of mercury). 

Methods of Water**cooling ^ 

When a plentiful supply of water, free from excessive impurity or hard¬ 
ness is available, the rectifier may be cooled by passing the water through 
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its jacket and then to waste. If this is not practicable an air-blast 
recooler is generally adopted. This consists of a suitably proportioned 
radiator through which air is blown by a fan, and a small pump for 
circulating the water continuously. Whichever system is used a thermo¬ 
statically-operated valve is required to regulate the rate of water flow 
and so maintain the rectifier at the correct working temperature. 

The jacket of the mercury-vapour pump must be provided with a 
separate system since it must operate whether the rectifier is on or off 
load. When a continuous supply of suitable cooling water is available 
tliis may be passed through the jacket to waste, but in general a closed 
system is to be preferred. This may take the form of a small air-blast 
cooler or a larger naturally air-cooled radiator. 


Transformer Connections 


For multi-anode rectifiers there are several arrangements of L.V. 
transformer windings and connections in use, three of which are shown 
in Fig. 145. With large-capacity rectifiers the number of anodes is often 
determined by the necessity to limit the fraction of a cycle during which 
each conducts, so as to avoid excessive heating. A large number of 
anodes requires a corresponding number of phases on the transformer, 
but since each phase conducts for only l/N of a cycle (where N is the 
number of anodes) a large value of N will, for a given output, necessi¬ 
tate a transformer of uneconomic dimensions. For instance, with the 
simple six-phase connection each phase will carry anode current for a 
sixth of a cycle ; but the heating of a conductor which carries the anode 
current for a sixth of a cycle and zero current for the rest of the time 
is six times as great as that of a conductor carrying a continuous current 
of one-sixth the anode current value. (This is because the heat pro¬ 
duced in a conductor is proportional to PR.) Thus the cross-section of 
the conductors must be such as will carry the anode current without 
excessive heating, but to avoid this the copper is idle for the greater part of 
the time. 


Rectifiers for comparatively small outputs usually 



Simple six-phase. Six-phase double star. Six-phase Pork 
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that D.C. magnetisation of the core occurs. To eliminate this the 
three-phase interstar connection is used. The simple six-phase connection, 
Fig. 145, does not employ the copper economically since each phase 
operates for only one-sixth of a cycle. The six-phase double-star con¬ 
nection with interphase transformer, Figs. 145 and 146, is very much used 
because by means of this arrangement the smooth output of the six-anode 
rectifier can be combined with the more efficient transformer utilisation of 
the three-anode unit. By dividing the six phases into two groups of three 
and joining the two star points through a phase-equalising reactor, or inter¬ 
phase transformer, this has the effect of spreading the duration of each 
anode current to one-third of a cycle. At any instant one anode of one 
group, and one of the other group, are in parallel operation so that the 
output voltage is the mean of tne respective transformer phase-voltages. 
As each anode carries only half the output current, and does so for one- 
third of each cycle, the transformer secondary windings are smaller, for 
a given output, than those of the simple six-phase and six-phase fork 
arrangements shown in Fig. 145. 


Interphase Transformer 

The principle of operation of the interphase transformer is briefly as 
follows. Referring to Fig. 146, at some particular instant anodes 1 and 2 
are operating in parallel and sharing the load equally. In this case their 
anode potentials must be equal, but, ignoring for the moment the effect 
of the interphase transformer and considering only the voltage induced 
in each secondary phase by the primary of the main transformer, as the 
voltage in phase 2 lags one-sixth of a cycle behind that in phase 1, when 
both phases are approaching their maximum ]K)sitive value, the voltage 
derived from the main 


transformer and ap¬ 
plied to anode 1 is 
greater than that de¬ 
rived similarly and 
applied to anode 2. 
Consequently, there is 
a tendency for more 
of the load current to 
flow through the cir¬ 
cuit, including anode 1 j 
and the interphase! 
transformer winding 
than through 
the circuit including j 
anode 2 and the 
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create a flux, in the core of the interphase transformer, which induces a 
voltage in N-N2 in such a direction as to reduce the voltage of phase 1, 
and increase the voltage of phase 2, by equal amounts, When the 
induced voltage of phase 2 becomes the greater, as that of phase 1 
approaches zero, the current through anode 2 tends to increase and the 
effect of the interphase transformer is to reduce the voltage of phase 2 
and increase that of phase 1. As the voltage in phase 1 diminishes that 
in phase 3 rises, so that when anodes 1 and 3 have equal potentials the 
latter takes over the load in parallel with anode 2—and similarly with 
the other anodes in succession. The interphase transformer is not, #f 
course, able to equalise the potentials of anodes in the same group ; thus 
successive anodes of the two groups ar6 made to work in parallel all the 
time. The voltage across the interphase transformer is at a jfrequency 
three times the fundamental, and of triangular wave-form. The mag¬ 
netising current, also of triple frequency, flows through the closed circuit 
consisting of the two parallel anodes, and is superimposed on the load 
current. When no load current is flowing the triple frequency magnetis¬ 
ing current cannot flow, due to the valve action of the rectifier, and for 
the full magnetising current to flow the load current must be at least 
equal m amplitude. Until this value of load current is reached the 
interphase transformer acts as an additional reactance m the anode 
circuits, which causes a high regulation, of approximately 15 per cent, 
in the case of the six-phase rectifier, from no load to very low load. This 
high regulation may be rmdesirable, but it can, however, be overcome by 
connecting a permanent load across the rectifier so that the full value of 
magnetising current is always flowing in the interphase transformer. 
The required load is generally of the order of 1 to 2 per cent, of full load. 
Another way of achieving this object is by supplying the triple frequency 
current from an external, source. A third method, in six-phase units, is 
to disconnect one three-phase group and operate with one three-phase 
group only on light loads. A twelve-phase connection with three 
interphase transformers is sometimes used. The six-phase fork con¬ 
nection shown in Fig. 145 is frequently employed with six-anode rectifiers, 
as it avoids the hi^ regulation associated with the use of an interphase 
transformer. Each branch carries current for one-sixth of a cycle, and 
the star for one-third of a cycle. 

Grid-controlled Rectifiers 

The anode shields of some mercury-arc rectifiers incorporate a de-ionis- 
ing grid, the principle of which has already been discussed. A develop¬ 
ment of this form of grid is the controlled grid, which is fitted to certain 
types of rectifier for the purpose of regulating the ignition of the main 
anodes. This additional ^d is similar to the normal grid, but inaulj^ted 
from the anode shield so that a potential can be applied horn an asternal 
source. The grid can be positively or n^atively charged as reqpflted, 
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and the value of the potential, and the instant at which it is applied, 
varied. By this means the striking of the arc from each main anode 
can be advanced or retarded, or entirely prevented. The controlling 
characteristic of the charged grid is utilised, in the grid-controlled rectifier, 
for several purposes, the most important in connection with the present 
discussion being : D.C. voltage regulation, suppression of fault currents, 
and inversion of direct into alternating current. ^ 

The principle of grid control will be understood by considering the 
physical aspects of its application. When no potential is applied to the 
grid, electrons emitted from the cathode will simply pass through the 
holes in the grid on their way to the anode, and the normal operation of 
the rectifier is not affected. If the grid hiis a negative potential applied 
to it the electrons will be repelled and, thereby, be prevented from reach¬ 
ing the anode when it is po^^itive, consequently no current will flow. 
(When the anode is negative the electrons are, of course, repelled irrespec¬ 
tive of the grid potential.) Current flow through the rectifier can thus 
bo prevented by the application of a sufficient negative potential or bias. 
By making the potential of the grid negative before the start of the posi¬ 
tive half-cycle of anode voltage it becomes possible to prevent the arc 
striking until the negative bias is removed, or a positive bias is applied. 
Thus the instant at which the anode begins to conduct can be controlled 
by providing some means of adjusting grid bias at the desired instant. 
Negative bias must be applied before the arc strikes, otherwise once the 
current has started to flow the positive ions present will be attracted 
towards the grid and effectually neutralise its negative potential so that 
it can have no effect. 

From the above : the effect of the grid being at negative potential is 
to reduce or neutralise the effective positive potential of the anodes ; 
consequently by applying sufficient negative bias, ignition, or re-ignition 
after extinction, can be prevented or the instant of ignition controlled. 
The control grid may be connected to a source of negative D.C. potential 
which persists except when a positive debiasing potential is applied ; or 
may be normally neutral, and negatively charged only at the appropriate 
instant. Impulsive grid-bias potential is applied in the form of a steep;- 
fronted wave. 

The grid-controlled rectifier is of normal construction except for the 
extra insulated grid located in front of each anode ; but special equipment 
is required for applying and timing the biasing potentials. 

Control of Grid Potential 

Various methods of effecting grid control have been devised, among 
which the most practicable are : (a) those using synchronously-rotating 
mechanical parts, such as commutators or contact makers ; (6) those 
employing saturated transformers or similar devices for producing a 
peaky wave. One form of synchronous rotating device (Fig. 147) con- 
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isists of a small com¬ 
mutator with brushes 
eacli of which is con¬ 
nected to a grid. The 
commutator has two 
diametrically-spaced 
live segments supplied 
from a debias genera¬ 
tor ; the remainder of 
the segments are idle 
and simply serve to 
avoid uneven wear. 
The commutator is 
driven by a synchron¬ 
ous motor; and the 
brushes are capable of 
being rocked relative 
to the commutator. A grid-bias generator supplies a steady D.C. 
negative potential to the grids, grid control being effected by the 
application of debiasing positive potential at an instant determined by 
the position of the brushes ; consequently the striking of the arc can be 
advanced or retarded by brush-rocking. 

This arrangement is used for voltage regulation ; for normal voltage 
the striking of the arc is slightly re,tarded ; to increase the D.C. voltage it 
must be advanced, and to decrease the voltage the striking of the arc 
must be further retarded. The effect of controlling the instant of ignition 
is to vary the period of overlap, and by this means regulate the effective 
mean D.C. voltage available. Level compounding can be achieved by 
making the device responsive to a voltage-regulating relay, but for parallel 
running and inverted working electrical or mechanical differentials are 
used. Fig. 147 shows a differential scheme in which the position of the 
brushes relative to the commutator is controlled by the momentary 
difference in speed between a constant-speed motor and a voltage-response 
motor. The speeds of these two motors are normally equal so that the 
brushes remain in one position, but with a change in output voltage the 
speed of the voltage-response motor alters, and the brush position is 
adjusted by the action of the differential until the regulation of the output 
voltage makes the speeds of the motors equal again. 

This method of adjusting the brushes has proved more convenient 
than adjusting the s 3 mchronous position of the commutators because of 
the low inertia of the brushgear ; the slight friction is also sufficient to 
present hunting. A steady negative bias of about 100 volts and positive 
peaks up to 300 volts are used. 

A grid-control circuit using a peaked transformer is shown in Pig. 148. 
The transformer is specially designed to have a wave-form which enables 
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the desired value of grid- 
jjoteiitial to be appilied at 
the appropriate instant. 

When used for voltage 
regulation some means of. 
adjusting the phase of the 
voltage impulse to give 
the requisite variation of 
the ignition instant is 
necessary. The scheme 
sliown in Fig. 148 employs 
a phase-shifting trans¬ 
former in series witli the 
winding of the wave- 
fleaking transformer. The 
rotation of the phase- 
shifting transformer is 
achieved by means of a direct current spring-opposed torque motor whose 
armature is supplied at constant voltage while its field carries some given 
amount of the output current of the rectifier. Any desired characteristic 
can be arranged by rheostats connected in series with the motor armature, 
w hilst further flexibility is also possible with the aid of additional shunt 
windings and screw adjustments. Owing to the inertia of the moving 
parts there is a ]jraetical limit to the speed of response of this arrangement, 
and to ]3revent hunting the control elements need to be suitably clamped. 
Several variations of the scheme are possible. 



Torque motor 


FiU. 148. ~ Cj1iiii>-('ontrol circuit (show^t in simpli¬ 
fied form) IJSING PEAKKD TRANSFORMER AND 
TORQUE MOTOR. [Journal I.E.E.) 


Arc Suppression 

Fig. 148 also shows the application of grid control for arc suppression. 
In this case, with the occurrence of a backfire or a short-circuit negative 
bias has to be rapidly applied to the grid, so that once the arc has extin¬ 
guished it is prevented from restriking by the negatively-biased grid 
between the anode and the cathode. By this means, in the event of a 
backfire the electrons emitted from an anode cannot pass to the cathode 
or another anode. With a D.C. short-circuit the electrons from the 
cathode are prevented from reaching the anode. To attain the high 
speed of fault clearance possible with grid control entails the use of a 
high-speed relay, generally in the formof a miniature high-speed contactor, 
which can be designed to operate in about 2 mflliseconds. An alternative 
method of control axiplied successfuOy employs thermionic devices of 
the gas-filled relay type, which are almost instantaneous in action. 

Although arc suppression is becoming a common feature of mercury- 
arc rectifiers, in the event of a heavy D.C. feedback the A.C. wave with 
respect to one anode may be completely asymmetrical, in which case 
interruption has to be effected with a high-speed circuit-breaker. 

8 
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Inverted Operation 

When a rectifier operates for the inversion of D.C. to A.C. the positive 
of the D.O. supply is connected to the neutral point of the transformer 
low-voltage winding. The current still flows through the rectifier in the 
same direction, and it is made to flow by the D.C. voltage impressed 
against the back E.M.P. which is induced in the L.V. winding by another 
winding connected to an A.C. supply. This arrangement is necessary for 
wave-forming, and for determining the frequency of the A.C. voltage. 

The function of the grid control is to regulate the transference of the 
arc from one anode to the next at the appropriate instant, and to prevent 
the striking of an arc from those anodes connected to phases in which, 
during one half of each cycle, the induced A.C. voltage is not opposing 
the applied D.C. voltage. By this means the arcs are struck from suc¬ 
cessive anodes in correct sequence and a true A.C. output obtained. 

A disadvantage of the inverted rectifier is that it injects A.C. at a 
leading power factor into the A.C. system, consequently its usefulness 
is practically confined to regenerative braking in traction and rolling- 
mill operation. In these circumstances, as the transformer primary 
winding is normally connected to an A.C. supply during inverted opera¬ 
tion, the back E.M.F. required in the secondary for wave-forming is the 
normal secondary voltage induced by the primary. To enable a rectifier 
to be used for both forward or inverted operation it is necessary to be 
able to either reverse the connections, i.e. to connect the positive of the 
D.C. system to the cathode or the transformer neutral, and oppositely in 
the case of the D.C. negative. When rectifiers are employed on traction 
systems utilising regenerative braking it is not possible to change over 
the polarity of the rectifier instantaneously so as to permit D.C. to be 
fed back at frequent intervals ; and the most suitable arrangement is to 
have a second rectifier permanently connected with reverse polarity 
across the D.C. system, to deal with the regenerated current. 

Elimination of Harmonics 

Due to the nature of the rectification process the D.C. output of a 
rectifier is not perfectly smooth, but contains a ripple or periodic variation 
which depends on the number of anodes and the A.C. frequency. In 
consequence harmonic frequencies are present which, being in the audible 
range, will cause interference in communication circuits if these are 
adjacent to circuits supplied by the rectifier. In cases where it is neces¬ 
sary to reduce the inductive effect of the harmonics, resonant shunts, or 
harmonic filters, are connected across the output terminals. A resonant 
shunt is made up of an inductance and capacitance in series. By this 
means the circuit is tuned for a particular frequency, and offers negligible 
impedance to the passage of current at the corresponding harmonic 
voltage. Thus, local circuits are provided for the principal harmonics, 
which are thereby eliminated from the D.C. system. 



Chapter XIV 

PREVENTION OF ELECTRICAL FAULTS 


I N recent years considerable attention has been given to the prevention 
of faults apart from the development of gear for their rapid and 
successful interruption. The probabih'ty of faults occurring has been 
lessened by the elimination of defects in design and the use of improved 
insidating materials, so that nowadays units are less vulnerable to 
electrical and mechanical damage. Furtherfnore, apparatus has been 
developed for safeguarding certain imits of equipment by limiting the 
stresses that can be applied to them. Some progress has also been made 
in the detection of incipient faults by periodical insulation tests, thus 
enabling units or circuits to be taken out of commission before a fault 
develops, with a consequent avoidance of damage and possible interruption 
to supply. 

B.SJ« Classification of Insulating Materials 

The various basic materials used for the manufacture of commercial 
insulations are classified by the British Standards Institution as follows : 

Class O.—Cotton, silk, paper and similar organic materials when 
neither impregnated nor immersed in oil. 

Class A,—Cotton, silk, paper and similar organic materials when 
impregnated or immersed in oil; also enamelled wire. 

(An insulation is considered to be “ impregnated ” when a suitable 
substance replaces the air between its fibres, even if this substance does 
not completely fill the spaces between the insulated conductors. An 
impregnating substance must have good insulating properties, and must 
entirely cover the fibres and make them adherent to each other and to 
the conductor. Furthermore, it must not produce interstices within 
itself as a consequence of the evaporation of the solvent or through any 
other cause ; and must not flow at the temperature limit specified, or 
deteriorate at any excessive rate under prolonged action of heat.) 

^ ^CtASS B.—^Mica and asbestos and similar morganic materials, in 
|Jiiiilt-up form combined with binding cement. If Class A material is 
loeed in small quantities for structural purposes only, in conjunction with 
Class B insulation, the combined material may be consider^ as Qass B, 
provided the electrical and mechanical properties of the insulated winding 
are not impaired by the application of the temperature permitted for 
Class B material. 
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Class C. —^Mica without binding cement; porcelain, glass, quartz and 
other similar materials. 

Class D.—Synthetic-resin-impregnated coils. 

In practice insulations are either one of the classified materials or 
frequently a combination of two or more ; thus the maximum permissible 
temperature in the latter case is that of the material whose properties are 
more readily affected by heat. Electrical equipment mainly incorporates 
the A and B classes of insulation, and excluding certain cases, the per¬ 
missible temperature rise above ambient temperature is not greater than 
55° C. and 75-80° C. respectively. For high-voltage oil-immersed equip¬ 
ment the basic materials are the fibrous substances of Class O which 
readily absorb oil, or varnish, and thus become Class A materials. They 
are manufactured in various forms. 

Fabricated Class A Insulations 

For high-voltage insulation the present tendency is towards the in¬ 
creasing use of untreated paper for the manufacture of tapes, boards, 
etc., which are oil-immersed and not subject to certain kinds of mechani¬ 
cal stress. When good mechanical properties are required in board, rod, 
and tube insulations these forms are fabricated from synthetic-resin- 
impregnated and coated papers and fabrics. Packs of prepared sheets 
are made into boards by subjecting them to heat and pressure. Tubes 
are formed by rolling the prepared sheets round a mandrel under heat 
and finishing oT by stoving imtil the resin is transformed. Denser and 
more satisfactory tubes are made by compressing the roU while still in 
the mould to the exact size required, although tubes over about 8 in. 
diameter are usually only rolled to obviate the expense of the large moulds 
necessary. Paper is usually employed as the base material on account 
of the high electric strength obtainable, whereas with synthetic-resin 
bonded-fabric material this is much lower; but as the mechanical pro¬ 
perties of the latter are superior it is used for moderate insulation require¬ 
ments. Improvements have, however, been made recently in the elec¬ 
trical characteristics of fabric-base material as the result of the demand, 
in connection with transformer and switchgear construction, for example, 
for a material having a higher impact strength than paper-base insulation. 
The improved fabric-base material has a minimum electric strength of 
rather less than half that of paper-base material. 

The phenol formaldehyde (bakelite) class of resins are principally 
employed in practice for the impregnation of the basic materials used for 
the manufacture of laminated insulations. Bakelite resin is made by 
chemical reaction from phenol (carbolic acid) and formaldehyde (wood 
distillation product), and is dissolved in methylated spirit for application 
to materials either by coating or treating machines. Aniline-formal¬ 
dehyde resins as developed commercially possess superior electrical and 
mechanical properties and are used for the fabrication of paper*base 
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material (Panilax) in which the resin and fibre pulp are chemically united 
instead of the paper being impregnated or coated in the usual waj . The 
electric strength of board pressed from this special paper is high, particu¬ 
larly in the direction of the paper layers, and the greater freedom from 
tracking compared with bakelised paper is noteworthy. 

When used in air it is necessary that synthetic-resin-bonded materials 
should have a low moisture-absorption value ; but this is determined by 
the relative quantities of resin and base, which also influence the mechani¬ 
cal and electrical properties. Thus, the greatest moisture resistance is 
obtained with material containing a maximum of bakelite resin, but 
the low mechanical strength and inferior electrical properties of such 
material are not acceptable, and normally a resin content of 30 to 70 
per cent, is used according to tl'e predominating characteristics required. 

Moulded bakelite is also used for insulation components. Resin in 
syrup form is intimately mixed with a filler, e.g. wood flour, to produce 
powders suitable for moulding. The ap])lication of heat with or without 
pressure causes the resin to change from complete fusibility and solubility 
to fusibility only, and finally inertness. The resin itself has a w orking 
temperature up to 110° C. 

Other well-known forms of Class A insulating papers and cloths are 
made by the treatment of Class O materials with drying oils of the linseed- 
oil type to which natural gums and other ingredients are added. 

Various materials containing rubber are by virtue of their thermal 
capacity Class A insulations, but, due to thefr comparatively low dielectric 
strength, they are, in general, used only for low- and medium-voltage 
applications. 


Class B Insulations 

Among the Class B materials is mica which has for many years been 
used in built-up forms for electrical equipment; notably rotating 
machinery. Raw mica in sheet or slab form is actually a Class C material, 
and it is the splittings that accumulate when the rough mica from the 
mine is dressed and trimmed which are used for Class B mica insulations. 
These splittings, which were originally considered unsaleable, are built-up 
with shellac and other varnishes to produce miqanite. This material, 
when first produced at the end of the last century, gave the electrical 
industry an insulation that could be made in sheets larger than those 
obtainable with natural mica. Moreover, it can be readily formed to 
the various shapes needed to cover cpnductors. The splittings, which 
are about 0-001 in. thick, are laid by hand or machine in overlapping 
layers to the required thickness, varnish or a powdered binder being 
simultaneously applied. By heating and pressing sheets are formed 
which can be hard and rigid, suitable for hot moulding, or completely 
flexible according to the amount and type of bonding. Other forms of 
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micanite for wrapping purposes are composed of splittings and binder 
on backings of fabric, silk, or paper. 

Micanite, once used extensively for the insulation of transformer 
windings and later replaced by cheaper and more adaptable materials, 
has recently once again proved its outstanding suitability for this pur¬ 
pose when found to be the only satisfactory insulation for the trans¬ 
former windings of the Boulder Dam electrification scheme operating at 
the extraordinarily high voltage of 287 kV. 

Asbestos products are used to a limited extent, but their poor elec¬ 
trical characteristics make them available for low-voltage insulation only. 
Glass in the solid form, and specially toughened, is now being used for 
certain types of insulator. Developments in the past few years have 
made it available in a new form which promises to establish glass products 
as high-quality Class B insulations. 

From special glass, fibres of about 0*00025 in. diameter are diawii and 
spun into threads, which can be used for wire coverings or woven into 
cloth, tape, or sleeving. Although the glass itself possesses good electrical 
properties, the fabrics by their open structure have defects which are 
overcome by the use of suitable treating varnishes. In order to take full 
advantage of the excellent thermal characteristics of the glass much 
research has been in progress by varnish manufacturers to find an 
impregnant possessing high-temperature resistance. Some success has 
been achieved and treated glass products have been made which can be 
used under exceptionally severe operating conditions. Treated cloths 
and tapes are made in the standard thicknesses used for varnished 
cambrics. Other products such as synthetic-resin-bonded glass boardJ 
and combination materials incorporating micanite and glass fabric are 
also obtainable. 

Among the Class C materials the most important—in connection with 
the present discussion—is por celain, which is an insulation used almost 
exclusively when a dielectric capable of withstanding all weather and 
atmospheric conditions is required. A synthetic material has not yet 
been found which could supersede porcelain for outdoor service, but 
synthetic insulations, due to their greater toughness, accuracy in dimen¬ 
sions, and general suitability for machining have, however, replaced 
porcelain for insulating parts not exposed to the weather. 

Treated Wood 

Certain well-seasoned woods free from moisture are frequently 
employed as insulating members in electrical equipment because of their 
excellent mechanical prop^ies. In order to prevent re-absorption of 
moisture wood must be impregnated either with oils or, still better^ with 
appropriate synthetic resins. Considerable progress has been made in 
this direction, and nowadays, hy ^ vacuum process, the liqtlid resinous 
compound enters the interstices of the cellular structure and by heat 
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treatment the resin is polymerised, cementing the structure into an inert 
body of improved mechanical and electrical properties. Greater homo¬ 
geneity of the material is attained by impregnating thin layers (veneers) 
of wood and bonding them together in hydraulic presses, the platens of 
which can be heated and cooled. Experience in recent years has indi¬ 
cated that the thinner the laminations are the higher will be the mechani¬ 
cal strength of the bonded plywood, but the cost of production also 
increasei^. New attempts to densify solid impregnated timber have 
recently produced a homogeneous material known as “ Tensovic,” which 
is claimed to be free from cracks and to have a tensile strength of over 
30,000 Ib./sq. in. coupled with good electrical properties. 

Wood, in the form of pulp, is largely used for the manufacture of 
electrical papers. Chemical v ood pulp stock, known as “ kraft,” is 
gradually replacing the more expensive rag papers made from linen, 
cotton, flax, etc., for the manufacture of synthetic-varnish-treated 
laminated materials. 

Air-insulated Components 

Air is, of course, a dielectric medium which is extensively em])loyed 
between conductors or contacts supported by solid insulators. The use 
of air as an ambient dielectric for circuit-breakers has been discussed in 
previous chapters where the present tendency towards its adoption for 
high-capacity breakers up to about 15 kV. was pointed out. Air is also 
used between the busbars, connections, etc., of truck and cubicle-type 
switchgear up to about 11 kV., in conjunction with oil circuit-breakers. 
The objection to indoor air-insulated conductors at the higher voltages 
is the large spacings required to prevent flashovers due to ionisation of 
the air space by static discharges. In addition there is the danger of 
accidental feults resulting from the ingress of water or vermin, and the 
risk of personnel coming into contact with exposed conductors. Further¬ 
more, air offers no support to the conductors during periods when they are 
carrying short-circuit current, consequently there is always the danger 
of the excessive electro-dynamic forces between conductors fracturing 
supporting insulators, in which case an internal fault may arise. For these 
reasons indoor air-insulated conductors are, in general, used only where 
adequate spacing can be provided, atmospheric conditions are favour¬ 
able, and the maximum short-circuit current is limited. 

A detailed account of the applications of the various insulations is 
outside the scope of this book, but in the following pages the subject is 
discussed generally with special reference to the problem of the prevention 
of electrical failures. 

Machine Windings 

The insulation of low-voltage machines is a combination of Glass A 
and Class B materials, the former consisting of Class • materials treated 
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with suitable varnishes. For large conductors cotton covering has been 
estabhshed practice for many years. Considerable attention has been 
devoted to the production of the correct type of impregnating varnish. 
The impregnation or dipping of armature coils and the heat treatment 
that follows is a process requiring care if varnish ‘‘ throwing ’’ and similar 
troubles are to be avoided. A recent tendency is to use an oleo-synthetic 
resin impregnant avoiding solvent, the resulting product having better 
penetration without spaces and possessing toughness rather than hardness. 

Armature and stator slot linings are diverse in character, individual 
manufacturers using materials which their methods and experience dic¬ 
tate. Invariably the lining against the core punchings is a tough sheet 
insulation such as leatheroid or presspaper. The wrapping for the coil 
sides is usually varnished cloth, but flexible micanite combination 
materials such as mica cloth and the like are much in favour. 

Taping of the end portions is done with half-overlapping layers of 
seamless bias varnish tape. The wedging of the coils in position is now 
done with wedges made from bakelite board. 

Field coils are normally former wound with cotton-covered wire, and 
after thoroughly drying are impregnated with an asphaltum compound. 
The coil is then finally insulated with ‘‘ Empire ” cloth and tape, over 
which a finishing varnish is applied. The poles are sheathed with treated 
pressboard, and end washers of fibre or bakelite board are used when 
finally assembling the coil in position. 

Mica and micanite are exclusively emjJoyed for commutators, and 
have, despite attempts at replacement, remained supreme. Mica is also 
used for insulating slip rings. 

High-voltage A.C. machines are insulated with materials specially 
selected for the class of service to which they are applied, since such 
machines may have to withstand severe mechanical stresses ; as, for 
instance, when they are operated in connection with certain types of 
steel-works’ drives. 

Outdoor Bushings 

Equipment operating at the higher voltages is usually filled with a 
fluid, semi-fluid, or solid-setting medium for the purpose of excluding air, 
but in the case of units connected to overhead lines it is not possible to 
avoid using air as an ambient dielectric medium between the terminal 
insulators. In this connection mention should be made of the rapid 
progress effected in the design and manufacture of high-voltage bushing- 
insulators since the inauguration of the National Grid, which necessitated 
the use of 132 kV. bushings, whereas before this bushings, and insulations 
in general, were seldom required in this country for more than 33 kV. 

^ Terminal bi^hings are important components of most outdoor-type 
high-voltage transformers, switchgear, and other apparatus ; but they 
are also most vulnerable comi)onents of such equipment, being liable to 
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mechanical damage as well as to electrical breakdown due to overvoltages 
or atmospheric pollution of the exposed surfaces ; in consequence, a high 
standard of performance is required to avoid faults. The principal 
purposes for which outdoor bushings are used will be appreciated by 
reference to Fig. 149 ; and various other illustrations throughout the book. 

An outdoor bushing is a piece of apparatus wliich insulates a conductor 
passing through an earthed barrier, one end at least being exposed to 
weather conditions without cover. Up to about 11 kV. bushings are 
made of porcelain or glass throughout, but above this, although protection 
from weather is almost invariably secured by a porcelain or other ceramic 
insulating shell with weather sheds, various solid or fluid insulations are 
disposed between the conductor and the earthed flange. The external 
shell may or may not extend through the flange. The use of a toughened 
glass is quite a recent innovation, and while at present it is not used to 
any great extent development is proceeding. An advantageous feature 
of such glass is that it has greater mechanical strength than the ceramic 
insulations, which would be a distinct asset in the case of the largest 
bushings. 

The principal alternative forms of main insulation are shown in Fig. 
]5(). The simplest construction, Fig. 150 (a), suitable for units up to 
11 kV., is a solid porcelain or glass insulator with the conductor secured 
either by metal end-caps or by a non-insulating cement. In such insu¬ 
lators the internal surface of the solid material is usually metallised, and 
connected to the conductor, to avoid excessive stress on the air between 
the solid insulation and the conductor. Another simple form of bushing, 
Fig. 150 (6), has the outer shell entirely filled with a fluid, such as air or 
oil, or a plastic solid, e.g. bituminous compound. This type is not suitable 
above 33 kV., because the plastic solids usually available will not stand 
very high stresses, or dissipate sufi&cient dielectric losses ; oil, tftiough 
strong electrically if pure, suffers from alignment of impurities in the 
field which limit its applicability ; and air has definite limitations. 

Cylindrical barriers. Fig. 150 (c), serve to prevent alignment of 
impurities in an oil-filled bushing, and thus raise the breakdown voltage. 
Typical barrier materials are bakelised paper (more precisely, synthetic- 
resin-bonded paper laminated material) ; forms of pressboard (e.g. 
elephantide) which absorb oil and therefore have a permittivity approach¬ 
ing that of oil, Oh-impregnated paper, and porcelain. The filling 
material is usually a fluid or semi-fluid oil, which has the advantage of 
dissipating dielectric losses by convection. A simple form of bushing in 
frequent use for lower voltages employs a sleeve of bakelised paper, or 
other similar material, directly on the conductor, with air, oil, or com¬ 
pound between it and the inside of the |)orcelain. The bakeli^d paper 
then relieves the major concentration of stress ; and the stress in air, if 
it is the filling material, can be kept sufficiently low for use at the lower 
voltages of 22 or 33 kV. Another method is to wrap paper on to the 
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conductor, filling the space between it and the flange, and then to vacuum- 
impregnate with oil similar to that used in the unit with which the bushing 
is associated. Bakelised paper has the advantage that it is both mechani¬ 
cally and in a large measure electrically independent of the porcelain shell 
or the filling material. With this class of insulation metal layers may be 
embedded in the material near the outside and in some cases the inside, 
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and be connected to earth and the conductor respectively. The outside 
metallic layer transfers the heavy concentration of stress at the end of the 
flange into the bakelised-paper insulation, which has a higher electric 
strength than the surrounding air or oil. The inside metallic layer short- 
circuits any air between the conductor and the surrounding solid insula¬ 
tion. 

Condenser Bushings 

Above about 11 kV. still further precautions are necessary to avoid 
surface discharges, and condenser-type bushings are employed—ex¬ 
clusively so for the highest voltages. A series of metal layers is then 
embedded at frequent intervals throughout the solid insulation, as shown 
in Fig. 150 (d), proportioned so as to regulate the distribution of voltage 
along the surface and through the thickness of the material and thus 
reduce the clearances and diameter of the bushing. The whole assembly 
forms a series of condensers the voltage-drops across which vary inversely 
as their capacities. The filling medium is subject to low stresses only. 
Oil cooling is not usually necessary to dissipate losses, but is employed 
with advantage for the highest voltages by making the insulator in the 
form of two sections in series, concentrically arranged, with an oil space 
between which is not subject to any electrical stress. This type is shown 
in Fig. 150 (c). 

Oil-impregnated paper is used in one type of condenser bushing instead 
of bakelised paper, certain advantages being claimed for this form of 
insulation ; notably, that the dielectric loss and power factor are much 
smaller and do not increase with temperature, and that the electric 
strength is much greater and does not decrease with temperature. Some 
of the advantages of a condenser bushing are obtained in conjunction 
with a barrier construction by interposing metal cylinders of calculated 
proportions at intervals as shown in Fig. 150 (/). Unless the edges of 
these cylinders are embedded in a dielectric of high strength, it is necessary 
to limit the edge stresses in some way. In Fig 150 (/) this is done by 
belling the ends and attaching insulated metal rings just beyond them 
(British Patent No. 338434). All-porcelain bushings of the condenser 
type have metallised surfaces forming the layers. Outdoor-type bush¬ 
ings are also used for indoor equipment in certain circumstances. 

switchgear Insulation 

Most of the insulating components of switchgear are, in general, 
required to withstand mechanical stresses of varying intensities—^in 
addition to electrical stresses—according to the precise purpose for which 
they are employed. The circuit-breaker of all types of switchgear units 
has to incorporate insulating materials which will not distort or break 
down imder short-circuit conditions when the electro-dynamic forces are 
a maximum, or fail as the result of impact during operation. Thus the 



PREVENTION OF ELECTRICAL FAULTS 225 

insulation associated with the support of the contacts, and the operating 
rods, must possess mechanical properties of a high degree. 

The particular material or combination of materials adopted for 
circuit-breaker insulation depends on the tyi^ey voltage, rating, etc., but 
bakelised paper is used extensively, and porcelain, with or without paper 
insulations according to circumstances. Operating rods may be of 
treated wood, which is also used in laminated forms for phase barriers, 
tank linings, etc. 

Spouts of withdr aw able-type units are of bakelised paper or porcelain. 
When the former material is employed the finish is such that the insula¬ 
tion has a very low moisture absorption, so that although it is exposed 
to the atmosphere, ii;i indoor stations there is no harmful effect unless 
the humidity is high. If this is the case, high-voltage insulation is liable 
to fail through condensation due to the presence of moistui'e, and to avoid 
this careful attention should }ye given to the heating and ventilation of 
bwitch chambers in w hicli there is no inherent source of heat from trans¬ 
formers or other plant. 

Busbar insulation is, of course, of critical importance, and it is because 
of the difficulties of providing adequate spacing and support of the bus¬ 
bars and connections of cubicle-type gear that this has been largely 
superseded by metalclad gear for large-capacity indoor equipments. In 
metalclad gear the busbar, circuit, and current transformer chambers 
are either oil or compound filled. With compound-filled units the con¬ 
ductors may or may not be taped. If taped, varnished “ Empire cloth, 
bakelised pai)er, or a micanite form of insulation is used ; in the absence 
of taping a greater thickness of comj)ound is employed. 

Compound filling offers a continuous support to all the conductors, as 
well as being a medium for excluding air, but it also forms, together with 
the conductor insulation, a very effective heat insulator. This hmits the 
rating for a given cross-section of conductor, and for heavy currents 
8]>ecial arrangements of conductors and/or oil filling are employed. 

Transformer Insulation 

The reliability of modern transformers, and similar apparatus such 
as reactors, etc., is due to the satisfactory solution of various insulation 
problems associated mth this class of equipment. Insulation in general 
may break down in two ways : (a) by direct puncture through the body of 
the material, and (6) by creepage over the surface. To increase the 
strength against (a) the windings and insulations are designed so that 
there are no sharp comers at which there may be a concentrated electro¬ 
static field, due either to the stress to earth or to that between windings, 
coils, or individual turns. Under normal working conditions the voltage 
stresses to which transformer insulation is subjected are : the stress on 
the “ major ’’ insulation (i.e. H.V. winding to L.V. winding and earth), 
which is the working voltage of H.V. winding to earth ; and the stresses 
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Oil the “ minor ” insulation (i.e. the inter-turn aaid inter-coil stresses) 
which are proportional to the normal working volts per turn. The 
characteristics of insulating materials under power-iirequency voltage 
stress are now well known, and the design of a transformer to withstand 
normal working conditions only does not present any difficulties. 

The use of oil in the dual role of a liquid dielectric and a cooling 
medium constitutes a minor problem, however, because the oil is almost 
invariably used in conjunction with solid insulation. Since the permit¬ 
tivity (dielectric constant) of transformer oil is about one-half that of 
many of the solid insulations commonly used in transformers, when the 
two are used in series the stress on the oil is about twice that on the solid, 
as the division of the total voltage across two such dielectrics in series is, 
with equal thicknesses of each, inversely proportional to the permittivities. 
For instance, in the case of a solid material with a permittivity of 4 in 
series with oil of permittivity 2, with unit thicknesses of each two-thirds 
of voltage stress will be across the oil, and only one-third across the solid 
insulation. The electric strength of the solid material being considerably 
higher than that of oil, this division of stresses is the wrong way roimd, 
and unless the respective thicknesses are proportioned so that the voltage 
gradient across each is within the safe working limit, first the oil and then 
the solid will fail, due to corona discharge and overheating. 

To obtain a more balanced design at the higher voltages the practice 
is growing of using absorbent cylinders, spacers, etc., for the support of 
transformer windings, and as barriers between the high- and low-voltage 
windings. Such cylinders absorb transformer oil and have a permittivity 
of the order of 3-5, as against a permittivity of about 5 for bakelised-paper 
cylinders; consequently, as the permittivity of oil is about 2*5, the 
absorbent insulation allows a better distribution of voltage stresses. A 
presspaper of high quality such as “ Elephantide ’’ is used for winding 
these cylinders, the layers being bonded together with a heat- and oil- 
resisting gum. By thoroughly drying out the cylinder before immersion 
in oil a high electric strength is obtained. An incidental advantage of the 
non-inflammable dielectric liquids is that the stress distribution is im¬ 
proved owing to the approximate equality between the permittivities of 
these and the solid insulations used. 

Bakelised-paper laminated materials have the advantage of high 
mechanical strength. They are used for major insulation, and especially 
for tapping switches, supporting tapping and phase leads, cleats and core- 
bolt insulation, etc. 

The conductors of high-voltage oil-immersed units are generally 
insulated with oil-impregnated paper ; lower-voltage conductors may be 
covered with varnished paper, cotton, or some other form of insulation 
according to the voltage and capacity of the transformer. Inter-coil 
insulation consists of pressboard or bakelised-paper material in the form 
of spacers, washers, rings, etc* 
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Dry, air-cooled traiififormerfl are insulated with materials having a 
high-quality moisture-resisting finish ; major insulation, for instance, 
being of bakelised paper or micanite. For dry transformers, especially 
types such as low-voltage welding units which are required to operate for 
short periods at high temperatures, glass-fibre insulation has been used 
successfully. In damp locations glass insulation is particularly valuable. 
Fire risk is also reduced considerably since glass-insulated wire will not 
burn at temperatures below 470° C. The impregnating varnish may be 
destroyed above 260° C., but the spatial insulating properties of the glass 
are not altered in any way. 

Glass-fibre insulation is not, as yot, applied to oil-immersed trans¬ 
formers. The high-thermal capacity of the glass insulation is, in this 
case, of little value since the temperature permitted for the 

oil limits the final temperature of the windings. Furthermore the glass 
fibre is not particularly suitable for major insulation on account of the 
severe mechanical stresses encountered during operation. 

Abnormal Insulation Stressed in Transformers 

Under normal load conditions the voltage applied to a transformer 
is distributed evenly throughout the winding, but this is not the case 
immediately after switching-in, or under any other surge condition. 
Since the magnetic field takes time to build up, the initial voltage distribu¬ 
tion depends on the capacitance values between turns and between coils 
throughout the windings. When a surge enters a transformer winding, 
during the first instant nearly all the voltage is concentrated on the end 
turn, since the capacitance between this turn and the adjacent turns is ‘ 
small in comparison with that of the remainder of the winding. Further¬ 
more, since the winding comprises a system of inductances and capacit¬ 
ances the combination is oscillatory, and the surge is reflected from the 
earthed end, and from such points as where tappings are taken from the 
winding. To guard against the initial excessive voltage stress it is 
customary to use heavier or reinforced conductor insulation on the end 
turns, and sometimes at the tapping points. The extent of the reinforce¬ 
ment depends on the capacity and voltage of the transformer, and the 
t 3 rpe of winding. Usually about 3 to 5 per ce^t. of each end of the wind¬ 
ing adjacent to a line terminal is reinforced, the extreme end turns being 
designed to withstand one-half to full-line voltage instantaneously, the 
other turns being graded down in steps to the normal amount of conductor 
insulation. Tapping points are generally arranged at the centre of the/ 
winding to avoid any reduction in the number of reinforced end turns in; 
circuit. Switching surges do not, in general, constitute a very serious 
source of danger to modem transformer insulation ; but lightning disturb¬ 
ances give rise to the highest impulse-voltage stresses encoimtered in 
practice ; consequently, with outdoor gear it is necessary to guard against 
damage caused by lightning, the most vulnerable units being transformers 
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and similar a])|)aratus. Much attention has been devoted to the effect 
of the travelling waves produced either by a direct stroke to the over¬ 
head conductors or the earth wire, or by release of the induced charge 
on the line when the thundercloud, by which the charge is induced, dis¬ 
charges to the ground. 

Impulse-voltage Protection 

Insulation failures in transformers subject to unpulse-voltage stresses 
are guarded against by : (a) proportioning the windmgs dimensionally 
to give a better inter-relation of the capacitances between coils and wind¬ 
ings ; (b) by controlling the dielectric flux distribution by means of suit¬ 
ably disposed electrostatic shields ; (c) by reduction of the stress applied 
to the transformer by ni^ans of devices external to the unit. In practice 
the various methods may be used in combination. Method (a) is based 
on the theory that uniform distribution of the voltage is not essential; 
the requirement being that there should be a uniform distribution of 
stress, with the same efficiency of utilisation of the insulation throughout 
the winding. The voltage distribution is largely determined by the 
thickness of the insulation between turns and coils, and this same factor 
determines the electric strength. It has been found possible to co¬ 
ordinate these values so that the impulse-voltages, whilst not necessarily 
uniform throughout the winding, are in proportion to the insulation 
strength at every point and result in substantially uniform stresses. The 
use of the insulation so as to provide the electric strength to control the 
corresponding electrical stresses has given rise to the term ‘‘ stress- 
control ” for this type of design. 

Electrostatic Shielding 

The voltage distribution throughout a transformer winding, following 
the application of an impulse at the line terminal, is due initially ^o electro¬ 
static fields, determined by the relative values of the capacitances l3etween 
adjacent turns and coils, and those between the winding and earth. 
(Since increased' end-turn insulation results in reduced capacitance 
between end-t\ims and coils, and a reduction in the number of turns per 
coil at the line end as compared with the rest of the winding, both of these 
factors react adversely upon the initial impulse-voltage distribution and 
produce increased concentration of voltage at the line end. This tends 
to neutralise, to some extent-, the advantage of the higher electric strength 
of the reinforced end insulation.) 

Following the initial distribution, there is a series of complex oscilla¬ 
tions involving the capacitances and inductances in the winding system, 
during which the transition from the initial to the final distribution takes 
place. Any improvement in the initial impulse-voltage distribution 
results in a reduction in oscillation voltage-stresses, and this is effected 
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in the shielded transformer by obtaining a small shunt capacitance to 
earth as compared with the series capacitance. 

There are several forms of shielded transformer, but the principles 
are exemplified by the original form, known as the ‘‘ non-resonating ** 
transformer. In this type the shields are applied in such a manner as 
to make the initial voltage distribution uniform, consequently there can 
be no oscillations, and the stresses throughout the winding will be 
uniformly distributed, i.e. with no initial concentration at the line end 
and no high internal concentrations subsequent to the initial voltage-rise. 
Suitably proportioned insulated shields, all connected to the line end of 
the winding, are mounted outside and around the H.V. winding. If the 
shielding is so proportioned that for every coil in the winding it supplies 
a charging current just eqiia^ to the earth capacitance current for that 
particular coil, then all of the shunt capacitance current will be supplied 
by this means and will not have to flow through the series capacitance of 
the winding. Hence the cause of non-uniform voltage distribution is 
removed. 

A number of large transformers of this type have been manufactured, 
as well as many voltage transformers and small 132 kV. power trans¬ 
formers. At the present time, the principal application of “ non¬ 
resonating ” shielding is in connection with transformers for exceptionally 
high voltages, of the order of 220 kV., the impulse level of such units 
being so high that the most complete shielding is desirable in order to 
reduce internal stresses to a minimum. For relatively lower voltages, 
i.e. 132 kV. and below, a simpler type of shielding has been developed in 
which the shields are arranged so as to improve the initial voltage dis¬ 
tribution without going to the full extent of producing uniform voltage 
distribution. The essential feature of the construction is that the shields 
are not all connected to the line end of the winding, but are subdivided 
into sections or ‘‘ cascades,” each being connected to a suitable point 
within the winding. In general, the shields consist of paper-insulated 
copper conductors wound aroimd the outside circumference of the H.V. 
winding. When this type of shielding is used for delta-connected wind¬ 
ings it is applied at both ends of the winding, so as to allow for the possi¬ 
bility of surges striking either end, or even both ends simultaneously. 

In practice various degrees of shielding are adopted, the simplest 
being the electro^atic end„j:ing, which^ is used to distribute the initial 
electrostatic field more uniformly across the first coil at the line end of 
the winding, thereby improving the radial voltage distribution. 

In addition to, or instead of, specially designed transformers other 
methods external to the units are in use for protection agaiMt impulse- 
voltage stresses. Some protection against the stresses set up by lightning 
surges can be obtained if the lines and the transformers are shielded from 
direct hits by covering them with an earthed network. Complete 
protection in this way is difficult and expensive. Part protection is, 
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however, a practicable 2 >ropoRition, and it has become a common i)racti('e 
in recent years to run one or more earth wires over the line conductors and 
to provide earthed shields over the substation. 

Grading of System Insulation 

Failure of transformer insulations within the tank, due to impulsive 
voltage stresses, can be guarded against by grading the system insulation 
so that sparkover should occur in the following order : line insulation, 
bushings, internal insulation of the transformer. To secure this it is 
necessary that the electric strength of the transformer insulation is greater 
than the sparkover voltage limit of the bushings under the same type of 
impulsive voltage stresses ; and that the sparkover voltage limit of the 
bushings should be greater than that of, at least, some of the line insulators 
adjacent to the transformer. With such an arrangement it is probable 
that the transformer insulation will be safeguarded by a sparkover else¬ 
where. The consequences of a failure of insulation within the tank are 
likely to be more serious than a bushing sparkover ; and similarly a 
bushing sparkover is more liable to effect continuity of supply than a line 
instdator sparkover. In order to afford the necessary degree of protection 
to the transformer bushings, the upper limit of the sparkover voltage of 
the line insulators adjacent to the transformer may be below the mini¬ 
mum sparkover voltage of the remainder of the line insulators. 

Spark Gaps 

A further restriction on the magnitude of surges arriving at the trans¬ 
formers may be obtained by means of spark gaps having a relatively lower 
flashover voltage than the line insulators installed at or near the sub¬ 
station. A common practice is to fit voltage-limiting spark gaps between 
bushing caps and tank covers of transformers. The insulation between 
the windings of a transformer and its frame can be regarded as a spark gap 
which will be permanently damaged in the event of a sparkover ; the 
problem of protecting a transformer from overvoltages by means of an 
external gap is really that of protecting one form of gap by another. 
Generally, the type of gap used is that known as the rod gap, a sparkover 
taking place between the ends of two rods set at such a Stance apart 
that the impulse voltage necessary to cause sparkover is insufficient to 
damage the associated transformer winding. Another form of protective 
gap consists of two guard-rings, as shown in Fig. 161 applied to high- 
voltage bushings. Protective gaps are often adopted in combination 
with other stress-resisting methods inherent with the transformer. Two 
other devices are in use for reducing the stresses due to surges ; lightning 
arresters, and wave flatteners or surge absorbers. Lightning arresters are, 
in effect, spark gaps so modified as to avoid some of the defects of the 
plain gap. Many forms have been devised to limit the amplitude of the 
incoming surge with femall impulse ratio or time-lag, and without per- 
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Flif. 151 —132 KV, OJL-lMMJSRbRU J HHICL-PKASR RANK OF RRAt lORh INMALLKD IN A GlilR 

bLBblAllON 

Tho goneial \ieu shows the high-voltage oil ciieuit-bieakeiB and isoJatois in the bai 
groiuid. 

Normal rating of reactor bank 5,000 kVA . luirent 218 ani]is , iea(*tane(‘ 10 poi cent., 
short-circuit lating 500,000 kVA., throughput 50,000 kVA {Gemtal Elcciru (Jo , Ltd,) 


mittiiig the flow of power frequency ctxrrent. Lightning arresters, a 
modern form of which is better described as a surge diverter, are si)ecially 
applicable to systems of 11 kV. and less, to which, in the application of 
rod gaps to bushings a difficulty arises as a gap short enough to protec‘t 
the transformer against overvoltages is liable to be bridged by birds, 
twigs, etc. 

Surge Diverters 

The components of a diverter consist of a resistance having a non-linear 
volt/amp. characteristic connected in series with a small spark gap be¬ 
tween Une terminals and ground ; the components being usually housed 
in a porcelain case. ^If the diverters are mounted on the transformer tank * 
as an independent piece of apparatus, they take up considerable room 
and, moreover, external connections are required. For these reasons the 
Metropolitan-Vickers Company has developed and patented a transformer 
bushing in which are incorporated the components of a surge diverter.^ 
{The Metropolitan-Vickers Gazettey March 1939, page 61.) 
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'fThe l > iiA hm g has at present only been developed for voltages of 11 kV. 
and less)i i^^corporates a resistance in the form of a number of annular 
cylindrical blocks of “ Metrosil ’’ mounted end to end. A resistance made 
of this material has the property that the value of its resistance decreases 
rapidly as the voltage applied across its ends is increased ;Xthe volt/amp. 
characteristic is of the form V = Kla^ where K and a are constants. 
Actually the value of a is such that each time the voltage across the re¬ 
sistance is doubled the current is increased fifteen times .X A spark gap 
is incorporated to prevent current flowing through the resistance under 
normal conditions, and consists of a number of specially shaped metal 
discs separated by porcelain distance pieces, the combination producing 
a number of small gaps in series./^A gap of this type has a smaller time- 
lag than a rod gapya The upper end of the resistance is connected to the 
cap of the bushing, while the lower end presses against one pole of the 
spark gap. 

Normal 50 cycle voltage is insufficient to break down the gap, but if 
a high-voltage travelling wave, coming from the line, strikes the cap of 
the bushing the spark gap flashes over, and the voltage across the 
“Metrosil*' resistance rises. It only rises, however, to a value /i2, 
and as the resistance drops rapidly with rise of voltage, the value IB 
remains within safe limits even though the current is large. 

When the charge on the line has drained away, the voltage across the 
resistance drops to the normal 50 cycle voltage of the system, and a 
small follow current flows through the resistance, the magnitude depend¬ 
ing on the instantaneous value of the 50 jcycle voltage. The arc across 
the gap extinguishes as the voltage wave passes through zero, and it does 
not re-form as the resistance of the “ Metrosil " has then become enormous. 

Surge Absorbers 

Wave flatteners, or surge absorbers, are designed to operate mainly 
upon the wave front and wave tail, and involve combinations of shunt 
capacitance, series inductance, and damping resistance. A typical surge 
absorber is shown in Fig. 152. 

This consists of an air-cored inductance connected m series with the 
line and surrounded by, but insulated from, an earthed metallic case. 
The coil is, in effect, the primary of a transformer, and the earthed metal 
the secondary. When the unit is connected in series with a j)ower 
transformer any impressed impulse-voltage‘will be concentrated mainly 
across the surge absorber and only partially across the transformer end 
turns. The surge energy is dissipated in the earthed metal by induction. 

Earthing 

A general practice adopted as a protective ineasure is to earth each 
network of a system at one or more points, this reduces the normal 
frequency voltage stresses under abnormal conditions, secures the maxi- 
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mum effective¬ 
ness of auto¬ 
matic earth- 
fault protective 
gear, and in the 
case of L.V. 
networks re- 
duces to a 
minimum the 
danger to 
human life. 
The neutral 
point of star- 
connected 
alternators is 



fJVEiiiiEAD LiNi,9. {Ferranti Ltd.) 


earthed through a current-limiting resistance ; with star-connected 
transformers the earthing is either solid, or through a resistance or 
reactor. With a delta-connected winding, when a neutral for earthing 
is required this is effected by a neutral point reactor, which is simply 
an arrangement of interconnected-star windings, as shown in Fig. 80, 
page 128. This form of earthing is used for the Grid, where every 
132 kV. transformer is star-connected on the higher-voltage side, and 
delta-connected on the lower-voltage side. 

The L.V. neutral point of three-phase transformers is earthed in a 
variety of ways. Earthing may be direct and permanent, but with some 
units the L.V. winding is only earthed, by a special device, when a 
dangerous excessive voltage appears in the winding. A typical form of 
earthing device consists essentially of two disc electrodes connected to the 
L.V. neutral point and earth respectively. Between these electrodes is 
placed one or more specially prepared paper discs which serve as the dielec¬ 
tric, and are selected so as to pimcture at voltages which can be approxim¬ 
ately predetermined. When, due to a fault between the H.V. and L.V. 
windings, or due to electrostatic induction, the L.V. neutral point attains a 
voltage above earth greater than that which the paper discs can with¬ 
stand, these are punctured and the L.V. neutral automatically earthed 
solidly. The L.V. neutral point of a transformer may in some cases be 
earthed through a resistance or through a fuse which is shimted by an 
ammeter and link. These enable the value of the leakage current to 
earth to be determined, while the fuse will automatically open the 
neutral connection should a heavy sustained earth fault develop, thereby 
giving an indication of the occurrence of such a fault. 


Prevention of Accidental Damage 

Complete metallic enclosure of high-voltage and, to a smaller extent, 
low-voltage equipment has made this less liable to damage by external 
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agencies, particularly fire and explosion, protection against which is dealt 
with in a subsequent chapter. Electrical an4 mechanical interlocking of 
switchgear controls has been contrived with the object of eliminating 
faults due to erroneous switching and earthing. For instance, in the case 
of isolators with three positions “ On,” Off,” and '' Earth ” special 
attention has been given to designing these so as to prevent the operator 
moving the switch into the Earth ” position until a stop has been removed 
by a definite action such as opening a lock. Busbar selectors, isolating 
switches, and racking-levers, used for withdrawing circuit-breakers for 
isolating purposes, are generally interlocked with the operating mechan¬ 
isms of the breakers so as to prevent their movement unless the circuit- 
breakers are open. With interconnected networks, where it is possible 
for two sections supplied from different sources to be out of synchronism, 
electrical interlocks are often provided to ensure that the synchroscope 
plug must be inserted before an intercomiecting breaker can be closed. 
Being comiected to the main circuits, instrument transformers are danger 
points in a high-voltage system since a fault in the transformer may lead 
to a fault on a main circuit, unless precautions are taken to prevent this. 
Current transformers should have an adequate short-circuit capacity and 
voltage transformers should, in addition to protection by suitable fuses, be 
included in the zone of a sensitive form of automatic fault protection. 
With the latter current-limiting resistances are used in series with the 
primary fuses. 

Insulation Tests 

All equipment, circuits, joints, etc., are usually subjected to the 
standard overvoltage test of twice system voltage plus 1,000 volts when 
first commissioned, and after repairs involving the insulations. Nowa¬ 
days there is an increasing tendency to endeavour to prevent faults by 
periodical insulation tests which may indicate deterioration sufficiently 
pronoxmoed as to justify attention being given before a fault actually 
develops. Insulation tests are either overvoltage tests or quality tests. 
There is a considerable difference of opinion as to the efficacy of over¬ 
voltage tests applied to solid dielectrics because such tests deliberately 
stress the insulation as a whole by the application of an excessive voltage 
to detect incipient weak spots. Unless an actual breakdown occurs it is 
not possible to say more than that the insulatiqn has withstood a certain 
voltage ; but the repeated application of the test voltage may unduly 
strain, and thereby weaken, the sound portions of the insulation without 
any indication being given that this has happened, leading to a failure 
which otherwise might not have occurred. Nevertheless evidence has 
been offered as to the value of such tests in particular conditions ; and 
furthermore they are recommended in “ Fire Risks at Generating Stations, 
etp/’ (H.M. Stationery Office, 1939), a report published by the Electricity 
Commission, iu connection with the routine testing of switchgear insula- 
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tion for the purpose of fii-e prevention. A.C. tests are preferable as they 
reproduce the correct voltage distribution in the insulation under test, but 
owing to the size of the testing equipment required to supply charging 
current they are only suitable for apparatus of relatively smaU capacit¬ 
ance. Generally D.C. overvoltage testing is employed since the testing 
equipment is then only required to supply a small leakage current. 

Quality tests are made by measuring the dielectric loss or the insula¬ 
tion resistance ; the former being obtained in terms of power factor is 
therefore designated a power-factor test. Such a test is only practicable 
in the case of components having negligible inductance, e.g. H.V. switch- 
gear units, with normal charging currents very nearly 90"^ leading, due 
to the inherent capacitance of the afesembly. A power-factor test is 
carried out by applying an A.C. voltage to a component, or section of the 
installation isolated for the pm^^ose, and measuring quantities that enable 
the power factor of the insulation to be determined. A perfect dielectric 
would have zero power factor, that is to say there would be no energy 
loss, but since all insulations absorb some energy the degree by which the 
power factor departs from zero is a measure of the dielectric loss. Conse¬ 
quently, records of periodical tests enable deductions to be made about 
possible deterioration of insulation leading to increased dielectric loss : 
but a test can only indicate the presence of a weak spot if the effect on the 
measurement is sufficiently large to be detected in relation to the effect 
of the insulation as a whole. In practice the usefulness of power-factor 
tests depends upon to what extent the system insulation can be divided 
into parts which can be tested separately. Some switchgear equipments 
are specially designed in order that each component can be isolated for 
testing purposes. Power-factor measurements are also used to determine 
the condition of insulating oil. 

An iosulation resistance test indicates mainly the moisture content 
of the insulation, and since a large number of insulation failures m service 
are due to moisture such a test, made with a D.C. ohmmeter (Megger), is a 
sensitive detector of deterioration of this type, as the leakage current is 
not masked by capacitance current, j The great advantage of the ohm- 
meter is that it is easy to use and the.test results are simple to interpret. 
Instruments are available for measuring insulation resistance values up to 
20,000 megohms at 5,000 volts. 

Tests of the electric strength and acidity of insulating oils are also 
made periodically for the'pitrpose of eliminating avoidable breakdowns. 
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D espite preventive safeguards insulation failures do, of course, 
occur and many protective systems for the rapid disconnection of 
faulty units and circuits are in use. The present tendency is 
towards the increasing application of high-speed protection in conjunction 
with quick-acting circuit-breakers so as to minimise the period of time for 
which excessive current flows and, thereby, avoid unnecessary prolonga¬ 
tion of abnormal conditions likely to initiate insulation failure elsewhere ; 
or produce widespread disturbances leading to interruptions of supply in 
areas not directly associated with the original fault. Fault currents, and 
consequently the thermal stresses, and the mechanical stresses due to the 
electro-dynamic forces between conductors, are limited under short- 
circuit conditions by the impedance of the transformer windings, etc., 
connecting the networks ; and in some systems additional reactors are 
used for current limitation. These are simply inductances of low 
resistance, which are either wound on an iron core and oil-immersed 

(Fig. 151) or wound on a concrete 



former and air insulated (Fig. 163). 
Some restriction of short-circuit 
current may also be obtained by 
voltage decrement ; and in the 
case of earth faults, by the im¬ 
pedance of the earth connections, 
but under modem conditions the 
really important factor is the 
speed of fault clearance. In 
general, major units and circuits 
will be equipped with protective 
gear operating “instantaneously,” 
while less important units and 
circuits so situated that the im- 


Fig, 153.— One phase of a three-phase 

BANK OF AIR-COOLED, AIR-INSULATED 
CONCRETE-TYPE REACTORS FOR USE ON A 
6,600 VOLT, 850 AMPERE CIRCUIT 
Normal three-phase ratijig of I’leaetor 
390 kVA., reactanco 4 i)or cent. {General 
Electric Co.y Ltd.) 


pedance between them and the 
source of supply is high enough 
to effectively limit the fault cur¬ 
rent may, for reasons discussed 
below, he protected by relays 
operating with a variable time- 
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delay. Although with iiistantaneoiLs systems no time-delay is 
purposely introduced, actually this term is relative ; there is, in addi¬ 
tion to the operating-time of the O.C.B., the mechanical and magnetic 
inertia of the relay to be considered. Typical examples of the times 
taken for O.C.B.’s, in conjunction with instantaneous protection, to 
clear a fault are shown in Table VI. 


Table VI.— Opebatinq Times of Typical Circuit-beeakebs 


UkV.O.C\B. I 


Fault Clearance Times with 

1 

Distribution 


1 

Power House 


Solenoid Operated Switchgear 
Working in Conjunction with 

1 At 10- 


.in 00% 

! At 10 

-15% 

! Aiim% 

Instantaneous Automatic 

RaCng 

1 Hat it g 

Rating 

1 Rating 

Protect ioe Sgsterns 

C Cycles* 

Secs. 

Cycles 

Sees. 1 

Cycles 1 

Secs. 

Cycles 

- 1 

Secs. 

^i) Opening time . 

40 

0-(*8 

, 4-0 

1 

0-08 

6-5 ' 

013 

6-5 1 

013 

(li) Arc diiration 

3-5 

007 

20 

004 1 

3 0 

0-06 

1-5 

003 

(in) Total break time, (i) 1 

plus (li) 

7 5 

0 15 

60 

012 1 

9-5 

0-19 

8-0 , 

016 

(iv) Relay operating time 

00 

0 12 

40 

008 

30 

0 00 , 

30 

006 

(v) Fault clearance time, (lii) i ! 1 

plus (iv) 

13 5 

0 27 

10 0 

0-20 

12’5 

0-25 

110 

0-22 


Forms of Protection 

There are so many protective systems in use at the present time that 
only a few can be discussed in detail here, biit generally each system 
functions as the result of one or more of the following abnormal con¬ 
ditions arising : (1) Excessive current (overcurrent protection); (2) Cur¬ 
rent flowing back to the source through the earth—Other than normal 
leakage current (earth-leakage and differential protection); (3) Current 
flowing in an abnormal direction within the circuit (directional and 
differential protection). 

An essential characteristic of a protective system is that it should dis¬ 
criminate between a fault within the zone it protects and a fault outside 
that zone. A zone includes all the equipment, cables, etc., which are 
protected as a unit by a combination of protective relays, current trans¬ 
formers, etc., operating to trip the one, or more, circuit-breakers which 
have to be opened to effectively isolate- the faulty zone from the rest of 
the system. To avoid disconnecting healthy zones a protective system 
must discriminate, and possess sufficient stability to ])revent operation 
even when the maximum short-circuit current possible flows through the 
healthy zone as the result of a fault outside it. The degree of dis¬ 
crimination and the margin of stability obtainable vary according to the 
class of protective gear adopted, consequently the latter is usually 
determined by the nature, and the relative importance of the circuit 
protected. Thus, protective gear used in practice may be of a simple 
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or a very elaborate nature, much depending, of course, on the expenditure 
permissible as an assurance against the risk of interrupting more circuits, 
and causing more damage than would probably be the case if the par¬ 
ticular class of protective gear installed were selected as the result of 
technical considerations only. 

The simplest form of protection is against overcurrent, which is effected 
by fuses, series trip-coils attracting armatures, or solenoids operating 
plungers, or relays. With all these devices a certain degree of discrimina¬ 
tion can be obtained by arranging them so that with a given fault current 
each successive stage of protection operates after a time-delay, which is 
adjusted according to its position in the network. For instance, with the 
simple radial network shown in Fig. 154, by giving each protective device 
the minimum time-delay indicated, the C.B. nearest the fault can be 
made to trip before those farthest away. A protective system that 
discriminates by reason of different time-delays between successive stages 
of protection is said to be time-graded.'' 

The technical objection to the fuse as a protective device, apart from 
its function as a circuit-breaker, is the lack of discrimination. Although 
up to several times normal load the fuse has an inverse time current 
characteristic, above a certain current value all fuses in series blow 
instantaneously. 

Attracted armature devices are used only for L.V. breakers, and some 
degree of discrimination is achieved by an oil dashpot. With the type 
of dashpot in which the disc or plunger is pulled out against the resistance 
of the oil this gives the tripping device a certain amount of discrimination 
at low overloads, but at high overloads it becomes instantaneous owing 
to cavitation between the disc or plunger and the oil surface. To avoid 
this another form of dashpot is used in which the piston is pushed into the 
dashpot, instead of being pulled out, thus putting the oil into compression. 
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Fig. 155 shows the characteristics of 
a compression type of daahpot, 
which is used in conjimction with the 
B.T.H. H.R.C. breakers described 
in Chapter V (see page 55). 

Solenoid operated trips are also 
fitted with dashpots, or alterna¬ 
tively, a tripping fuse may be con¬ 
nected across the solenoid terminals 
so that this does not operate until 
the fuse has blown. Quite good 
discrimination can bo obtained by 
this means up to a certain current 
value, beyond which the fuse blows 
instantaneously. / ; , ^ 

Induction Overcurrent Relays 

The most common method of 
protecting Jf.V. circuits against 
overcurrent is by means of the 
well-known type of relay with an 
inverse time definite minimum 
time ” characteristic. A typical 
overcurrent relay is shown in Fig. 

156, and diagrammatically in Fig. 

157. The relay operates on the 
induction principle and consists 
essentially of a metal disc pivoted 
so as to be free to rotate between 
the poles of two electro-magnets 
(see Figs. 166 and 157). The disc 
spindle carries a moving contact which bridges two fixed contacts when 
the disc is rotated through an angle which is adjustable between 0 and 
300° approximately. A spiral spring returns the disc to the reset 
position, the disc being compensated by means of graduated slots cut in 
its periphery, for the increasing torque of the spring due to its deflection. 
A permanent magnet provides the necessary damping. The upper 
electro-magnet (Fig. 167) has two windings, one of which, the primary, 
is connected to a current transformer in the line to be protected. Ttds 
winding has a number of tappings which are connected to a plug- 
siting bridge which enables the number of turns in use, and conse¬ 
quently the setting, to be adjusted. The second winding is energised 
by induction from the primary and is in circuit with the winding of the 
lower electro-magnet. By this means the leakage flux from the upper^ 
and the flux produced by the lower electro-magnets are displaced 
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Fuf 155- CHABALl'KItlSTU S O] lUM- 

BBESSION-TYPJi DASHPOT FllTEl) TO 
1,600 AMP. AIB CIllOTTlT-BllEAKEn USING 
MEDIUM VISCOSITY DASHPOT Oil. 

Curve H, high setting of dashpot. 
Curve JVf, medium aettmg of dashpot. 
Curve iy, low settmg of dashpot Senes 
trip set to operate at 2,400 amps. 
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Fiq 15b- Single POLE indi ction overc i riip.n r 
RELAY {Meiropohian \ tcker'i Elcctricdl Co , Ltd ) 


sufficiently in phase to 
provide the moving field 
necessary to rotate the 
disc. 

The iron circuit of the 
upper electro-magnet is so 
designed that the total 
flux produced is limited ; 
beyond a given value of 
primary current there is 
no appreciable increase in 
relay torque as the iron 
becomes saturated, and 
this results in a flattening- 
out of the time character¬ 
istic to a definite minimum 
(see Fig. 158). Standard 
relays can be adjusted to 
have a maximum definite 
time of two seconds, but 


four-second relays are used for special apphcations. 

The plug-setting bridge is designed so that when the plug is with¬ 
drawn the relay automatically adopts the setting that it would have if 
the plug were inserted in the centre tap position. The setting may thus 
be changed on load without opening the (\T, secondary, and without 
the use of a spare plug. Another advantage is that the operation of the 
relay is assured even if the plug is inadvertently left out. 

Overcurrent relays for use wdth C.T.'s having 5 ampere normal full¬ 
load secondary rating usually have the range of settings shown in Fig. 159. 

The selection block shown provides 


Trp Tpip 



normally for 50, 75, 100, 125, 175, or 
200 per cent, of the nominal rated 
current of the associated C.T., which 
implies that the secondary currents 
necessary to produce 5 amps, in the 
relay winding are 2-5, 3*75, 5, 6*25, 
7-5, 8-75, and 10 amps. For use 
with C.T.’s rated at 1 amp. normal 
full-load relays are made with set¬ 
tings corresponding to from 0*5 to 
2 amps. The relays are calibrated 
to remain inoperative at the parti¬ 
cular percentage value, marked on 


1 K 7 nr AcuTTent-setting bridge, selected: 
Fzg. 167. —Diaobam or internal con- t ^ i. 4. j. ® 4. •jL j. * 
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VABTOUS SETTINGS FOB OVEBCUBBENT BELAY 


approximately 30 per 
cent, greater than that 
corresponding to the 
setting in use. This 
will be apparent from 
Fig. 158 by consider¬ 
ing the curve marked 
‘'relay set at 1*0.” 

The standard connec¬ 
tions of a three-pole 
overcurrent relay are 
shown in Fig. 160. 

Adjustment of Time 
Settings 

The time setting 
of overcurrent relays 
is adjusted by altering 
the position of a stop 
—against which the 
moving contact rests 
—and thereby, the 

distance between the fixed and moving contacts. The time setting 
is indicated by a pointer on a calibrated scale (Fig. 159). The figures 
on the scale are not actual times, but are multipliers to be used for 
converting into actual operating times a time taken from the nameplate 
curve. The operating times depend on the settings and the current 
flowing. For example, when the time-setting pointer is set at 1*0, 
a relay operating from a C.T. of ratio 100/5, and set at 100 per cent, on 
the setting bridge, would, as shown 
from the curve ‘‘relay set at 1*0 ” 

(Fig. 158), operate in 30 seconds 
with 130 amps. (=1*3 X 100 
amps.). Similarly with 2,000 amps. 

(= 20 X 100 amps.), i.e. 20 times 
the current setting, the relay 
operates, from the curve, in 2-2 
seconds. If the time-setting pointer 
is set at any value other than 
1*0, the above times of 30 and 2*2 
must be multiplied by whatever 
value is used ; e.g. with a pointer 

setting of 0*5, 30 becomes 

^ ® -Calibbation plate, time and 

oO X 0*5 — 15 seconas, ana Z*a cubbent setting adjustments of type 
becomes 2*2 X 0*5 = 1*1 seconds. p.b. belay 
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With a setting of 200 per cent., 
2,000 amps, is then only 10 times 
the plug setting current so that with 
! a time setting of T O, from Fig. 158, 
! the operating time is approximately 
3*0 seconds; and correspondingly 

Fig. Ifio.- Staki>abi> connections settings. 

Threo-pole typo horizontal pattern re- ^8“^, with a Current Setting of 50 
lay connootod for ovorcurront protootion. per Cent., and 1,000 ampcres in the 

circuit, this will still be 20 times the 
plug setting current so that, as with the 100 per cent, setting, the relay 
will operate in 2*2 seconds when the time setting is 1*0. These current 
values are, of course, primary amperes, with the C.T. ratio assumed. 
Starting with a given value of primary amperes, if it is required to know 
the time the relay will take to operate, then it is simply a question of 
determining the ratio of primary current to setting current—in terms of 
primary amperes—^referring to the curve and multiplying the time 
obtained from the 30 seconds scale by the time-setting factor. 

With one make of relay the time adjustment is marked in terms of 
minimum times (Figs. 161 and 162), in this case the operating times 
must be scaled down in accordance with the minimum time indicated. 



Earth-fault Protection 

Relays described as overcurrent may also be used for earth-fault 
protection provided that no setting lower than 60 per cent, of the current 
transformer rating is desired. When used in combination with three 
C.T.’s the earth-fault, or earth-leakage relay, would be connected on the 
residual current principle, as shown in Fig. 163. With this arrangement 
when the current is flowing in the normal manner through the three 


phases the vector sum of the three 
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Figs, 161 ASTD162.—Calzbbation plate akd 
TmE-AOJUSTMENT LEVER OP TSTE I.C. 
OVEBCURaEJJT BELAY 


currents is zero, and no voltage will 
appear across the relay terminals. 
In the event of an .earth-fault 
occurring a fault current will return 
to the source through the body of 
the earth and the earthed neutral 
point of the transformer, or alter- 
nator,^ as the case may be ; con¬ 
sequently the sum of the currents 
through the C.T/s will no longer 
be zero, as the earth current does 
not return via a C.T. The re- 
sxdtant imbalance in the closed 
circuit formed by the three C.T/s 
produces a voltage across the relay 
terminals, which, if the current 
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EARTH-FAULT 
RELAY 


flowing through it is -- 

sufficient, operates to i — — - 1 

trip the circuit- ^ ^ 

breaker. It follows i ^—1 

that a low fault <l ^EARTH-FAULT 

setting is advantage- ^ RELAY 

ous, as the circuit may "Hf ^ 

then be disconnected 1 

before the fault de- 

velops, in certain ^ . . . .— 

circumstances, into a 1<>3.- Kahth-katji^t juslay on besidi al 

phase fault. For this ourkent prikc^ipee 

reason special relays 

with settings ranging from 0*1 to 0*7 secondary amps, are generally 
employed. 

With Over current relays the settings are nominal settings and 
represent the current in the relay, expressed as a percentage of the 
rated full-load secondary^ current of the C.T., above which the relay 
operates. Where bushing C.T.’s of low ratio or poor characteristic are 
used^ the actual primary current required to operate the relay will in¬ 
variably be somewhat higher than that corresponding to the selected 
plug setting. This is particularly so in the case of earth-fault relays 
connected on the residual principle. 


As the impedance of bushing C.T.’s 
is low, when they are connected in 
parallel with an earth-fault relay 
on the residual current principle, 
part of the residual current will be 
shunted by the secondary windings 
of the two C.T.’s connected in the 
healthy phases, and hence is not 
available for operating the relay. 
Even with the average wound- 
type C.T.'s connected on the re¬ 
sidual current principle, a low 
impedance relay is essential. 
From Fig. 163 it will he apparent 
that the distribution of the second¬ 
ary current between the relay coil 
and the two C.T. windings will 
depend upon the relative im¬ 
pedance of the two paths, and if 



the relay has a comparatively low 
impedance its eflFective sensitivity 
will be increased. Nevertheless, 


Fig, 104.—OvEKCtTBRENr and eajktr- 

LKAKACE PROTECTION APPLIED TO POWER 
TRANSPOEMBB 
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FiU. 16/).—Three-POLK relay oonnpx teu 
COMBINED ovp:bcurrp:nt and earth-fa ctj 
1‘ROTECTION 


the conditions are sometimes 
such that to avoid the discrep¬ 
ancies resulting from the use of 
three C.T.’s connected on the 
residual principle, a core-balance 
transformer is used instead. 
This is shown diagrammatically 
in Fig. 164, applied to the pro¬ 
tection of a transformer. The 
winding of the core-balance 
transformer is wound on an iron 
core which encircles the cable 
so that under normal conditions, 
although the magnetic field of 
the current in each phase in- 
duces a flux in the core, the 
sum of the three fluxes is zero, 


and no voltage is induced in the 
winding. When, however, an earth-fault current flows in the earth cir¬ 
cuit this condition no longer obtains, and an induced voltage is applied 
to the relay terminals. Frequently, earth-fault relays connected for 
residual current are used in combination with relays for overcurrent 



protection ; the stan¬ 
dard connections of 
the combination being 
shown in Fig. 165. To 
meet the limitations 
imposed by the small 
V.A. output of low 
primary current bush- 
ing type transformers, 
and for certain other 
applications, low- 
energy type overcurrent 
relays are used. The 
reduced volt-ampere 
consumption is mainly 
due to a modification 
in the iron circuit of 
the electro - magnets, 
and to a reduction in 
the travel of the disc, 
which is approximately 


Fig, 166. -iNTERNAt CONNECTIONS OF DIRECTIONAL 

RELAY 


two-thirds that of the 
standard type, resulting 
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in a maximum operating time of 
20 seconds instead of 30 seconds. 

Directional Overcurrent Relays 

Directional protection comes 
into the category of time-graded 
with the additional feature of dis¬ 
crimination with regard to the 
direction of flow of the fault cur¬ 
rent ; thus it is possible to obtain 
comparatively low fault settings. 
The directional overcurrent relays 
employed can be connected to 
piovide discriminative autonvif^<5 
isolation of circuits in the event 
ot faults to earth, and between 
phases, in a similar maimer to the 
standard overcurrent relay, with 
the difference that the directional 
overcurrent relay will only operate 
with an overcurrent in the reverse 
direction to that normally obtain¬ 
ing. The relay is shown diagram- 
matically in Fig. 166, and is 
illustrated in Fig. 167. The latter 
is the latest form of the relay and 
differs from the arrangement shown 
in Fig. 166 in that the positions 
of the directional and overcurrent 
elements are reversed, i.e. in Fig. 
167 the overcurrent element is at 



Fig. 11)7. "DlKKrTTOXAL OVJi,Iiri7RKKNT 
BELAY TYPE N.P.O. {Mctropohtan-Vu'kvrs.) 


the bottom. This element is actually an improved foim of the over¬ 
current relay shown in Fig. 156, which it su|>ersedes. Thus, this 
particular type of directional overcurrent relay is a combination of two 
elements in one case, one a standard type of overcurrent relay, and the 
other a sensitive wattmeter type directional element whose contacts 
close with the power flow in one direction only and control the operation 
of the overcurrent element (see Fig. 166). The resultant combination of 
these two elements is a relay which will only operate to trip a circuit- 
breaker when three conditions, for each of which the relay is inde¬ 
pendently adjustable, are satisfied. These conditions are : (a) current 
in excess of the relay setting value ; (6) jiersistence of the excess for 
a predetermined time ; (c) the power must flow in a given direction. 

As the construction of the overcurrent element is standard it is only 
nefeessary to note in Pig. 166 that the secondary winding of the upper 


9 
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electro-magnet is joined to the lower magnet winding in series with the 
contacts of the directional element. The satisfactory operation of these 
contacts is ensured by finding the secondary coil of the relay for a higher 
voltage and smaller current than the standard overcurrent relay. 

The directional comx)onent is a sensitive wattmeter element consisting 
of voltage and current jooils, and a metallic disc as in an ordinary watt- 
hour meter. In place of the usual train of gears a small lever is attached 
to the disc spindle which, when the disc is rotated in a clockwise direction, 
closes the contacts of the directional element. These complete the 
circuit of the lower operating magnet of the overcurrent element and 
allow that element to start operating. The overcurrent element cannot 
start to operate until the directional element has selected the direction of 
power flow, so that the full time for discrimination is always available. 

When the rotation of the disc is counter-clockwise, the contacts are 
held apart so that operation of the overcurrent element cannot occur. 
Relays should always be connected into the circuit in such a way that 
the directional element disc moves clockwise, i.e. closes the contacts 
when the direction of power flow in the circuit is away from the busbars. 
This will mean in some cases that contacts will be closed with power 
flowing in a direction that is normal for the circuit concerned. Such 
cases occur in ring-main protection where the contacts of relays on out- 
going feeders are normally closed, and those on incoming feeders are 
normally open. Circuit-breakers cannot, however, be tripped by either 
relay until the current has persisted for a definite period of time, deter¬ 
mined by the time setting of the relay, at a value equal to, or greater 
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than, the overeurrent element current setting. Directional earth-fault 
protection is effected by the arrangement shown in Fig. 168. 

An essential feature of the directional element is that it should 
operate definitely under all conditions of voltage and power factor. The 
relay shown in Fig. 167 is so designed that it will give correct discrimina¬ 
tion as to direction so long as the voltage does not drop below 2 per cent, 
of its normal value. 

The movement of the disc of the directional element is restricted 
to a small angle, so that the relay takes up its setting practically in¬ 
stantaneously. 

Applications of Time-graded Protection ^ * 

Time-graded protection is H for various classes of circuits and 
equipments, different tjoinhinal ions of overcurrent, earth fault, and 
directional overcuirent relays being employed according to the nature of 
the system. Three typical arrangements are shown in Fig. 164. In 
th(>se earth-fault relays are not includedr but they are usually adopted 
and time-graded in a similar way to the overcurrent relays. With parallel 
ciiouits directional relays with comparatively low settings are required, 
otherwise, since fault current can flow in both directions, there will be a 
tendency for the overcurrent relays at the remote end of the system to trip 
circuit-breakers unnecessarily, by virtue of their low settings, which are 
essential for discrimination in a forward direction. From a consideration 
of the parallel system in Fig. 164 it will be apparent that a fault in any one 
zone will operate the overcurrent relays at the outgoing end, and the 
directional relays at the incoming end. Other relays may start to operate, 
but the difference in their operating times will ensure that they do not 
close their contacts before the relay at the opposite end of the circuit 
has tripped the circuit-breaker. The directional relays will, of course, 
only operate when the flow of power is in an opposite direction to that 
under normal conditions. 

The discrimination with the ring-main system is effected in a similar 
manner, except that in this case higher current settings of the overcurrent 
element may be necessary since power may normally flow in either 
direction. 

Overcurrent relays are mot generally used to guard against normal ^ 
overloads, but the inverse eh aracteristio is of great utility in enabling 
more effective discrimination to be obtained with systems in which the 
maximum short-circuit current in the networks is widely different on 
account of links of fairly high impedance. 

Under modem concMtions the application of time-graded protection 
is generally limited to circuits electrically remote from a large transmis¬ 
sion system, or for single stages of protection. With several stages of 
time-graded protection in series the minimum time-delay required at the 
supply end of the system to obtain effective discrimination is about 2 



248 SUBSTATION PLANT AND EQUIPMENT 

seconds, and this is not generally permissible. If a fault were allowed 
to persist for that length of time on a large system the result would be a 
widespread disturbance of supply, and the risk of further breakdowns. 
On large systems time>delay relays are mainly used for the protection of 
transformers and machines, and also as secondary “ back-up ” protection 
to cover any failure of the primary protection, which is usually of the 
instantaneous class. 

High-speed Protective Systems 

Since no protective system is actually instantaneous, schemes in 
which discrimination and stability are not obtained by time-grading, and 
successive stages of protective gear all operate in the minimum time 
practicable, are best described as “ high-speed.’’ To obtain high-speed 
clearance throughout the network it is essential that either all the relays 
have an equal time of operation with any value of fault current, or that 
the minimum operating times of all the relays be adjusted automatically so 
that those nearest to the fault close their contacts first irrespective of their 
position in the circuit. For the rapid clearance of faults the speed of the 
circuit-breaker is a very important factor, and special circuit-breakers are 
now available which can clear a short-circuit in 0*06 second ; but such 
speedy operation is not generally obtainable with the type of breaker 
demanded by economic considerations ; or is not actually necessary. 
Conventional oil circuit-breakers have been modified so as to decrease the 
tripping time ; and times of the order of 0*12 to 0*16 obtained. Ai’c 
control devices have materially assisted in this respect, together with 
other modifications such as stronger springs, lighter mechanisms, and 
forcing of the magnetic circuits of the tripping solenoids, which all assist 
in obtaining higher operating speed. Magnetic forcing is accomplished 
by increasing the tripping current, and in most cases high-speed auxiliary 
tripping relays are required to deal with these larger currents. 

The time taken to clear a short-circuit includes that of the relay or 
relays to energise the trip coils of the circuit-breakers (see Table VI). 
If the fault must be cleared in, say, 0*25 second and the circuit-breaker 
takes 0*16 second, then the relays must operate in less than 0*09 second. 
In the same way a fault clearance time of 0*15 second with a breaker 
taking 0*08 second leaves 0*07 second for the relays. Since on certain 
protective schemes two or more relays may have to operate in sequence, 
the individual relays must be much quicker than this, and relays having 
an operating time of less than 0 *02 second have been developed. Experi¬ 
ence has shown that magnetic inertia is an important factor in the times 
taken to operate high-speed relays and'to reduce this to the smallest 
practicable value it is necessary to force the magnetic circuit by mcreasmg 
the ampere-turns. It is, however, impossible to eliminate entirely the 
time delay, and so-called high-speed relays have a certain time delay 
which varies inversely with the operating current, but not, of course, to 
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such an extent as wiU produce an inverse time characteristic approaching 
that of time-graded relays. As the magnitude of the fault current can, 
in general, be taken as an indication of the disturbing effect of the short- 
circuit, the slower oj^eration at lower current values is not a serious 
disadvantage. High-speed directional relays are designed to remain in 
the inoperative position during normal conditions by jiroviding the relays 
with a voltage element which will develop a backward torque on the j 
moving element. Thi^ torque is jiroportional to the square of the system 
voltage and will be sufficient to hold the relay against the torque de-/ 
veloped by the wattmeter elemcmt during normal load, but will be in¬ 
sufficient to hold it during short-circuits when rbe voltage is low. One 
of the objections to verj^ high-STj<'ed rehiying was that it might cause the 
loss of healthy sections duriiig tiansienf conditions which accompany 
short-circuits on other parts of the network, but with modern stabilising 
methods this possibility has been reduced to a minimum. When all the 
relays of a system have approximately equal ojierating times, since there 
IS no time-grading, other methods are adopted to ensure discrimination 
between successive stages ; these are : (a) differential or balance method, 
(6) locking method. Systems in which the relay ojierating times are 
automatically adjusted are virtually tmie-graded, the low operating times 
of the relay nearest to the fault being obtained by a (c) distance-measuring 
method. 

Differential Protection 

Protective systems emiiloymg the differential or balance method 
consist of equipment for comparing the current entering with that leaving 
the protected zone ; or for comparing the currents flowing in two parallel 
circuits. 

With differential systems the relays respond unly to the difference 
between currents which are normally equal, and operate in the minimum 
period of time practicable. The principle involved is that of maintaining 
either a voltage balance, or a current balance between the two ends of the 
circuit under normal conditions, and utilising any out-of-balance current 
resulting from a departure from normal to operate the protective relays. 
The difference between the two methods is illustrated in Fig. 169. For 
voltage balance the secondaries of two current transformers are connected 
in opposition, so that current only flows when there is any difference in the 
voltages Cl and induced in the secondaries. For current balance the 
secondaries are connected in series, but not in opposition, so that a 
circulating current is a normal condition. Two points normally at the 
same potential are joined together, but this cross circuit will only carry 
current when the currents in the secondaries, ii and i^., and therefore the 
primary currents are different. 

The maintenance of a balanced condition in the C.T.'s of a differential 
protective system depends on there being the same value of current 
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entering the circuit at 
one end as there is 
leaving it at the other. 
Thus, with certain ex¬ 
ceptions, differential 
systems are applicable 
to straight-thre^gh cir¬ 
cuits, such as feeders 
between two switching 
points, etc., and trans¬ 
formers ; which, how¬ 
ever, usually require 
special arrangements of 
relays, etc. 

In the case of a 
circuit supplied from one end only a fault on the protected section 
results in only the C.T.'s at that end being energised, thus producing 
the condition of imbalance required for relay operation. When the cir¬ 
cuit can be supplied from both ends the polarity of the C.T.'s at the 
reverse current end will also be reversed, since current is flowing into 
the fault in both directions, thus operation will be ensured. Differential 
systems protect against any kind of fault, but in the case of limited 
earth faults, relay operation depends on a low current setting being 
obtainable if the circuit is to be disconnected when the. fault is in its 
incipient stage. 

The inherent defect of differential systems, which in the past led to 
instability on heavy through-faults, and often, inadvertent operation, lies 
in the fact that it is practically impossible to design ordinary current 
transformers so that they balance exactly, not only initially, but perman¬ 
ently. For this reason modem differential protective systeins employ 
either distributed-air-gap C.T.’s or specially arranged relays and circuits, 
which are designed so that a restraint is applied to the relay under through; 
fault conditions, proportional to the current flowing, to oppose the out-of- 
balance current due to the C.T.’s, tending to operate the relay. With 
current transformers, in order that the induced voltage shall be propor¬ 
tional to the line current, it is essential that the magnetic circuit shall not , 
reach saturation. This is effected in the distributed-air-gap C.T. by 
providing a number of air gaps in the iron core. By this means the 
voltage characteristic obtained is a" straight line as it is independent of the 
quality and state of saturation of the core, which is, in fact, never 
saturated under service conditions. To secure initial matching, the 
transformers are balanced against a standard, and to ensure that there 
shall be no change of characteristics in service, they are enclosed within a 
magnetic shield which prevents neighbouring iron affecting the distribu-' 
tion of the flux. 
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Biased Relays 

A satisfactory method of ensuring that high-speed differential pro¬ 
tective gear will remain stable during through-fault transient conditions 
is to incorporate an electrical bias which increases with the magnitude of 
the through-fault current. This method is widely used with modem 
systems as it possesses the additional advantage of compensating for 
imavoidable variations in the normal characteristics of current trans¬ 
formers or any other temporary unbalance in circuits which may have to 
carry heavy tlirough-fault currents. 

With biased schemes induction disc or beam-type^ relays are used and 
controlled by two coils producing opposite torques on the moving ele¬ 
ment. Thus one coil restrains the moving <^lement whilst the other tends 
to operate it so that by suitable arrangements of secondary connections, 
on through-faults, the restraining coil counteracts the effect of any 
current appearing in the operating coil, but when a fault occurs within 
the protected zone the protective system is so designed that the torque 
due to the operating coil is far greater than that of the restraining coil, and 
high-speed operation is ensured. A typical biased induction relay is shown 
in Fig. 174, and its application m Fig. 175. Another system employing 
biased induction relays is illustrated in Fig. 178. Beam-type relays consist 
of a moving beam element which is normally balanced on a pivot by a 
restraining coil at one end and an operating coil at the other (see Fig. 176 
for a typical application). Biased relays are also used for high-speed 
earth-fault protection of machines and transformers by the residual 
current principle, as with this type of relay the inherent simplicity of this 
form of protection is retained without the relatively long time delays 
required with time-graded relays. In the protection of single feeders, the 
diference between the magnitude of the current entering a healthy feeder 
and that leaving the feeder may, duetto line capacitance, become of 
consequence. This difference, though perhaps unimportant at normal 
frequencies, may cause incorrect operation of relays at the higher transient 
frequencies which arise during or immediately after short-circuits. To 
obviate incorrect operation from this cause, an electrical bias feature may 
be used, the torque due to which increases with frequency ; or relays 
tuned to respond to normal frequency only may be employed. If the 
differential scheme is of the opposed-voltage type as distinct from the 
circulating-current type, it is necessary to prevent operation due to 
charging current in the pilot wires.. As the latter will not reach a danger¬ 
ous magnitude unless the feeder is overloaded, the through-current bias 
feature will be effective in overcoming this dMculty. 

Locldng Systems 

Protective systems obtaining discrimination by the locking method 
employ 4h^otional^overouiTent, and earth-fault elements in combination. 
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The relays are of a high-speed type, selective operation being attained by 
preventing the circuit-breakers, not associated with the faulty zone, from 
tripping on through-faults by a locking signal controlled by the directional 
relays. The locking signal is sent over a pilot, but the advantage of the 
system is that only a communication type of circuit is required, so that 
where this already exists and is used for, say, telephony, the pilot is autor 
matically borrowed immediately a fault occurs, for the transmission of 
the locking signal. Another arrangement makes use of the main trans- 
mLssion lines by superimposing the signal on the high-voltage conductors. 
A high-frequency transmitter and receiver are installed at each end of the 
protected feeder, both being permanently in service and connected to the 
high-voltage lines through coupling condensers. The transmitters are 
controlled by the interlock relays so that the locking signal is only ini¬ 
tiated xmder through-fault conditions. Timed choke coils at each end of 
the feeder confine the signal currents to their particular section, a different 
frequency being used for each zone. 

Distance Protection 

Distance-measuring methods of protection are based on the time- 
graded principle, but the time delay is automatically adjusted so that it 
is, for each stage of protection, proportional to the distance between the 
relay and the fault. Thus, the more distant the relay the slower will be 
its operation. The distance is measured in terms of impedance or 
reactance, by voltage and current operated devices in combination. In 
the case of impedance systems the time delay of each relay is directly 
proportional to the voltage, and inversely proportional to the fault current 
at the point of its location. The voltage at each stage will depend on the 
position of the fault, there being a voltage gradient from the source of 
supply to the fault, where the voltage may be practically zero. Thus the 
time delay t oc Ejl oc Z oc d where d is the distance of the fault from the 
relay. Although simple in principle, distance-measuring systems used in 
practice consist of complicated combinations of relays ; consequently 
they cannot be described without entering into lengthy detail which is 
mainly of interest to the specialist. This also applies to certain other 
forms of high-speed protection :. for this reason only the simpler forms of 
protection are dealt with in the following pages. 

Feeder Protection 

Time-graded protection is often applied successfully to distribution ^ 
network H.V. feeders, and simple lower-voltage systems generally ; but 
for important circuits some form of protection employing high-speed 
relays is adopted. Systems utilising special pilotn have the advantages of 
simplicity and rapidity of operation with a mgh degree of stability. The 
one disadvantage is the cost of the pilot, for Which reason long main 
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Fig. 170." Mjcr55-Price feeder protection 


transmission lines arc generally protected by distance or interlock systems 
—mentioned above. 

All protective schemes using special pilot cables are of the differential 
class. 

The Merz-Price system operates on voltage balance ; a typical circuit 
is shown in Fig. 170. Three D.A.G. C.T.’s are installed at each end of the 
feeder, the secondaries being connected in opposition through a three-core 
pilot cable. Under normal conditions, and with through-faults the 
secondary voltages of the C.T.’s at the opposite ends ot the feeder^balance^ 
and no current circulates in the pilots, or in the relays. In the event of 
an internal fault the E.M.F.’s of the protective C.T.’s are no longer equal, 

. current circulates in the pilots, and the relays at both ends operate to trip 
their associated circuit-breakers. The relays are of the electro-magnetic 
type and are instantaneous in action. 

This system has been extensively employed and has proved very 
satisfactory on short feeders, and where the through currwts are rela¬ 
tively small. However, for feeders of more than about 5 miles in length, 
or where the short-circuit currents are more than, say, 5,000 amps., the 
capacity currents which flow from core to core of the pilot cable become 
sufficiently high to cause incorrect operation of the relays under through 
fault conditions. The.Beard-Hunter system (Fig. 171) which is basically 
the same as the Merz-lftice, avoids the effect of capacity currents by the 
addition of a metallic screen around each core of the pilot cable. The 
capacity current, therefore, flows from the pilot core to the screen, and 
not through the relay. The system can be applied to feeders up to about 
20 miles in length and where the through short-circuit currents do not 
exceed about 10,000 amps. 

The Feminti:Hawldns system of opposed voltage feeder protection 

9^ 






264 


SUBSTATION PLANT AND EQUIPMENT 



Fkj. 171.— Bkard Hi vtkh PKorK( tion (sin(4ue-li>ik diagram) 


employs core-balance C.T.’s (dealt with previously—see page 244). A 
diagram of connections for the gear is shown in Fig. 172, from which the 
operation will be apparent. 

Xhe self-compensating pilot wire feeder jirotective system (Fig. 173) 
developed by the British Thomson-Houston Company operates by circu¬ 
lating current. The risk 
of false operation due 
to capacity currents in 
BUS BARS j wires 

has been overcome by 
means of a patented 
“ pilot compensator,’’ a 
simple static transform¬ 
ing device which can be 
applied to indoor or out¬ 
door switchgear. Inad¬ 
vertent relay operation 
due to high-frequency 
disturbances has been 
eliminated by the use of 
a relay insensitive to 
current of any frequency 
other than that approxi¬ 
mating to the normal 
system frequency. This 
is achieved by using a 
vibrating reed relay 
whidh is tuned to the 
BUS BARS frequency required. 

Under normal load 

Fig, 11 %. —Connections oir FKitaANTi -Hawkins FKjsDKB ponditiohs the voltage 
TBOTwoTxv^ oKA» impressod on the pilot 


BC suPPtr 



-Connections oir Fekranti-Hawkins feedeb 
TBOTE crrxvii; okae 













PROTECTIVE SYSTEMS AND APPARATUS 


255 


wires used in the self-compen¬ 
sating system seldom exceeds 
10 volts. Referring to the 
schematic diagram shown in 
Fig. 173, the operation of the 
system is as follows : At each 
end of the feeder, the secondary 
windings of the three C.T.’s, 
one to each phase, are con¬ 
nected to the conversion trans¬ 
former of the pilot compensator. 

The single-phase cnrronb in¬ 
duced in the secondary of the 
conversion transformer at one 
end of the feeder is made to 
circulate, by means of the two 
outer pilot wires, witli the 
single-phase current induced, 
in a similar manner, in the 
secondary circuit of the con¬ 
version transformer at the other 
end of the feeder. 

The relays are connected 
one at each end of the centre 
pilot wire between equipotential 
points. Therefore, while the 
feeder is operating under healthy 
conditions, no current will flow 
in the centre pilot wire, and 
the relays will not be energised. 

Under normal healthy feeder 
conditions, a current of approximately 100 milliamperes flows in the 
circulating circuit formed by the outer pilot. If a fault occurs on the 
protected section of the feeder, the currents entering at one end will no 
longer be equal in magnitude to those leaving at the other end. This will 
disturb the balance of the circulating circuit formed by the two outer 
pilots, causing a current proportional to the difference between the 
incoming and the outgoing primary currents to flow in the centre pilot 
wire. When this ctirrent reaches a value corresponding to the setting of 
the relays the latter will operate and complete the tripping circuits of the 
O.C.B.’s concerned. The effect of capacity between unsheathed pilot 
wires is neutralised by .means of two series resistances, equal in ohmic 
value, one at each end of the feeder. 

The^Q^Q^*s biasjg^^^ sjstem for the protection of feeders 

uses the special relay^sfiown m 174, By virtue of the differential 
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Fiq. 174.- Biased induction beuay. {General Electric Co., Lid.) 


connection of the coils, the fault current required to operate the relays 
increases in a fixed percentage with the load. The scheme is illustrated 
in single-phase form in Fig. 175. A ‘‘ dummy ” circuit is used at each 
end, containing the operating coil of the induction relay, together with a 
duplicate “ resistor ’’ having a resistance equal to half that of the single 
pilot wire. The pilot circuit is connected to the C.T.’s as an alternative 
path for the secondary current, and includes both restraining windings. 
All the relay coils have the same number of turns. The operating and 
restraining torques on the induction disc of the relay are derived from two 
separate electro-magnetic moving fields, which are produced by the relay 
operating and restraining coils respectively. The bias in favour of the 
restraining coil is obtained by suitably positioning the copper shading 
turns attached to each core limb, the bias usually being 25 per cent, for 
feeder protection. 

It will, therefore, be seen that the pilot circuit, while having just twice 
the impedance of each dummy circuit (the return ^path for the pilot 
current being assumed to have no impedance), has two current trans¬ 
formers in series to drive the current through it, as compared with only 
one for each dummy circuit. Thus the secondary current from the 
transformers divides equd^lly between the two circuits when the feeder 
is in a healthy condition, and, in consequence, the torques of tjie operating 
and restraining coils of each relay are identical. ^ In the case of a feeder 
supplied from one end only, when a fault occurs the current in the C.T. 
circuit at the sending end will be greater than that in the C.T. circidt at the 
receiving end. Theie are again two paths open for the excess current, but 
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that through the 
operating coil of 
the relay at the 
sending end has 
only one-third of 
the impedance of 
that through the 
restraining coil, 
which includes 
the two relay 
coils and the 
duplicate resis¬ 
tance at the re- 
ceiving end. 

Three-quarters of 
the excess cur¬ 
rent, therefore, passes through the operating coil, and one-quarter 
through the restraining coil, and the relay tends to operate. As the 
torques of the operating and restraining coils can be assumed to be 
proportional to the square of the current, the torque of the operating 
coil is very nearly proportional to the load plus the fault current, and 
that of the restraining coU proportional to the load current only. The 
relay will trip when the fault current reaches 25 per cent, of the load 
current flowing at the time. When the feeder can be supplied from 
both ends the polarities of the C.T.’s will be in opposition so that the 
current through the restraining windings will be comparatively small, and 
both relays will operate. 

The application of the Metropolitan-Vickers “ Translay ” system of 
feeder protection is also based on the use of a special type of biased relay. 
The scheme is generally similar to that which is adopted for the protection 
of power transformers, which is described in a later section. 

Parallel Feeder Protection 

The protection of feeders by differential methods in which the current 
entering the protected zone is compared with that leaving necessitates the 
use of a pilot cable running the whole length of the circuit. For Iqng 
feeders this is a very expensive arrangement, and other schemes may be 
employed. Where there are duplicate feeders in parallel the pilots can be 
avoided by comparing the currents of both feeders at the same end. 
Under normal conditions the currents in the feeders are equal, but should 
a fault occur on one, this will no longer be the case, and the relays 
associated with the faulty circuit will operate due to the disturbance of the 
balanced conditions normally existing in the interconnected secondary 
circuits of the protective current transformers. At the sending end of the 
parallel feeders there will be only a difference in magnitude of the currents ; 
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O.C. i-- Opora.tir‘g coil. H.C. - Robtraming coil. 

D.R. ~ Duplicate resistor. 
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Fig. 176.- SCHKMATIC diagram showing method oe high-speed pakadlel feeder 

PROTECTION IJSINQ BEAM-TYPE BELAYS 

A = Line-current transformers. 

B = Auxiliary summation transformers. 

C = Beam-type high-speed relays having operatmg coils 1 and restraint coils 2. 

1) = Contacts of high-speed auxiliary relays or tripping relays. 

E = Auxiliary contacts on feeder circuit-breakers. {Journal J.E.E.) 


but at the receiving end, since current is being fed into the fault by the 
healthy feeder, the currents will also be flowing in opposite directions. 
With one modern system of high-speed parallel feeder protection (Pig. 
176), when both feeders are healthy, the relay associated with either is 
biased against operation by the summated load currents of the other, and 
both relays are inoperative. When a fault develops on one feeder the 
secondary’^current will cause its relay to operate and in addition will 
produce a larger restraint bias in the relay on the healthy feeder. As the 
magnitude of the currents may, when the fault is near the receiving end 
of the feeder, be practically the same, directional relays are used at the 
receiving ends. The directional relay of the faulty feeder closes its con¬ 
tacts to short-circuit the bias coil of the beam relay which then operates 
to trip the breaker at the receiving end, after which, as the feeders are no 
longer paralleled at both ends, the difference in the magnitude of the 
currents at the sending ends operates the relay of the faulty feeder. To 
prevent the healthy feeder tripping when the faulty feeder clears—since 
the interruption of the current will remove the restraining bias from the 
relay of the healthy feeder—a high-speed relay is energised in parallel 
with the trip coil of the faulty feeder circuit-breaker. The contacts of 
this relay interrupt the operating-coil circuit of the sound feeder relay 
until an auxiliary switch, also controlling this circuit, of the faulty feeder 
breaker opens. 

Transformer Protection 

The tyi)e of protection adopted for any transformer depends on its 
capacity, the importance of the service for which it is used, and its 
electrical position on the network. This will decide the possible short- 
circuit current; with low network impedance even the smallest trans¬ 
formers must be equipped with quick-acting efficient protective gear. 
Distribution transformers, which category includes aH units^ with high- 
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voltage primaries and low-voltage secondaries, are usually protected by 
some form of overcurrent protection in conjunction with circuit-breakers 
or fuses. For rural distribution both H.V. and L.V. fuses are used as an 
economical alternative to circuit-breakers. The instantaneous character¬ 
istic of a fuse above a certain current is an asset when only one stage of 
fuse protection is used, as, for instance, when transformers are ‘‘ teed 
off an H.V. feeder. With this arrangement the current to blow the fuse 
will be stnall compared with the overcurrent setting of the H.V. feeder 
relay, which precludes an> possibility of a limited transformer fault 
tripping the feeder circuit-breaker. Oppositely, a low impedance fault 
on the H ,V. side of the transf<;nner will "oe practicallj^ equivalent to a fault 
on the feeder, producing instantaneous opeiation of the fuse. Actually 
a circuit-breaker with autome tio piutection v ould take about half a second 
to clear the same fault, and necessitate a longer time setting of the feeder 
relay than would be needed with H V. fuses. 

For tripping the O.C.B. associated with the H.V. side of a distribution 
transformer the most elementary device is the direct-acting solenoid, 
used as a trip coil, energised from the current transformers. Delayed 
action is achieved either by dashpots, or time fuses. The L. V. side of the 
transformer is protected by fuses, or a circuit-breaker interlocked with the 
H.V. switch so that when this trips the L.V. side is disconnected from the 
network. 

This may be effected by an auxiliary switch on the H.V. breaker, which 
closes, when the breaker trips, to energise a trip-coil on the L.V. breaker. 
Some form of inter-tripping is customary with all transformers, so that if 
either the primary or secondary breaker trips, the other is likewise tripped. 
With overcurrent protection the protective C.T.'s are connectedin the leads 
to the primary winding, as it is obviously unnecessary to install separate 
overcurrent protection for the secondary as well, this being disconnected 
by means of the inter-tripping. 

When several transformers are in parallel on the distribution network, 
a faulty unit will be cleared on the L.V. side by the excessive current 
flowing through the L.V. tireaker into the fault. Should the fault and 
network conditions be such that the current value is too low to trip the 
L.V, breaker, but sufficient to operate the H.V. protective device, the 
secondary will be disconnected by the inter-tripping. With transformers 
in parallel, however, the breakers of the healthy units may also trip with 
fault currents above a certain value if the L.V. protection is not sufficiently 
discriminative. For instance, when there are only two transformers in 
parallel the healthy unit will supply all the fault current flowing into the 
defective unit via the L.V, network, which means that it also will trip 
out. In sonpie circumstances this condition may be acceptable if the 
supply is relatively unimportant, but ifxeajly discriminative protection 
is required the L.V. protective device must have a definite and adjustable 
operating time, even with the maximum short-circuit current. 
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The value of the current flowing into a defective transformer is deter¬ 
mined by the position of the fault. A fault across the H.V. terminals 
will produce the maximum current through the primary protective 
C.T.’s, but the current flowing into the fault through the L.V. network 
will, in the case of two transformers in parallel, be limited by the total 
impedance of the two units in series. Thus, if the L.V. protection has a 
definite minimum time of operation sufficiently long, the H.V. breaker 
will trip and clear the interlocked L.V. breaker by means of the inter¬ 
tripping and the breaker of the healthy unit will not be tripped. This 
condition can be achieved by using L.V. C.T.’s and some form of relay with 
a definite minimum time characteristic, but such an arrangement is, for 
transformers of low capacity, comparatively expensive. With a minimum 
of three transformers in parallel an attracted armature device with a 
compression-type dashpot will provide an ample margin between the 
fault clearance time of the defective unit, and that required to trip the 
L.V. breaker of each of the other units in parallel, since these share the 
total fault current between them. This will be appreciated by considering 
Fig. 155. Assuming three transformers in parallel, with a given fault 
current, this will be shared by the two healthy units, and from the curve 
corresponding to the dashpot setting the time-delay margin can be 
determined. 

To obtain discriminative tripping of the breakers on the secondary 
side with only two transformers in parallel, directional protection is some¬ 
times applied—especially to bulk supply units, i.e. those with both a high- 
voltage primary and secondary. A typical arrangement of relays and 
protective transformers is shown in Fig. 168. In this case it will be noted 
that directional earth-fault protection is also adopted, thus ensuring 
disconnection with any class of fault. The directional protection is, of 
course, installed on the secondary side of the unit, which in this case is the 
higher-voltage winding, as the transformer is stepping-tip. The lower- 
voltage primary would be protected by some form of overcurrent and earth- 
fault gear, or might, if associated directly with an alternator, be included 
in the zone covered by the alternator protection. 


Application of Earth-fault Protection 

Since a large proportion of H. V. transformer faults are earth faults-^- 
or originate as such—earth-fault protection (not necessarily directional) 
is customary for the windings of transformers which are connected to 
earthed networks. An earth connection at the source is, of course, essential 
for protective gear operating by earth-leakage to function. For the pur¬ 
pose of earth-fault protection each transformer winding is independent, 
so that this can only be applied to both windings separately if the network 
to which the primary is connected is earthed at a supply point, and if the 
secondary winding itself is earthed. The earth -fault relay on the primary 
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side will only operate in the event of a fault on the primary winding, and 
vice versa. 

In the case of small transformers where protection is by means of 
solenoid trip coils directly energised from the C.T.’s, earth-fault protection 
is often effected by one of three trip coils which is wound for more sensitive 
operation, and is connected between the star points of the three C.T.'s 
and the two overcurrent coils. With earth-fault protection there is 
always a chance of reducing damage and disturbance to a minimum by 
disconnecting the transformer before the fault develops. One definite 
advantage is that earth faults on the primary will be cleared by the H.V. 
breaker tripping, the L V. breaker being opened by the inter-tripping 
without any tendency to trip breakers of the other units in parallel, 
since earth-fault protection is stable on through faults. This will not 
remove the possibility of phase faults tripping the healthy transformers, 
in the absence of discrimiuativv* o^ercurrent protection. 

To obtain complete earth-fault protection the network, in the case 
of earth-fa lilt protection of the primary w inding, must be earthed at 
a point of supply (alternator or transformer) either solidly, or through a 
resistance or reactor of comparatively low value ; and in the case of the 
secondary winding this must itself be earthed in a similar way. With a 
high resistance to earth a large part of the windings is unprotected against 
earth faults. For example, with a resistance that passes only half full-load 
current with phase voltage across it, and relays which are set to operate 
at 15 per cent, of full-load current, only 70 per cent, of the winding is 
protected as, even a dead earth, at a point at which the potential to earth 
is less than 30 per cent, of the phase voltage, will not cause an earth 
current sufficiently large to operate the relays. The usual practice is to 
install an earthing resistance designed to pass full-load current with phase 
to neutral voltage. Solid earthing is used for extra high-voltage systems 
and in situations where the resistivity of the earth circuit is high ; in 
any case the resistance of the earth-plate alone may be from 1 to 4 ohms. 

A system of earth leakage and overcurrent protection is often used for 
large transformers, sensitive relays being used and careful attention given 
to the relay settings. Fig. 164 shows a typical arrangement for a delta- 
star Unit. The primary is protected by three overcurrent elements 
(which will operate on secondary phase faults as well), and an earth-fault 
relay which will only be energised when there is current leakage to earth 
from the primary. To protect against earth leakage from the secondary 
winding another relay is connected as shown. This is different from the 
arrangement shown in Fig. 163 in that there is a fourth C.T. in the earthed 
neutral. This is necessary to ensure stability of the protective system 
when an earth fault occurs on the network supplied from the transformer ; 
without it the fault current returning through the earth circuit would 
produce an out-of-balance current in the relay as the sum of the three 
C.T/s currents would not then be zero. With the four C.T. arrangement 
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the sum of the currents is always zero except when a fault occurs within 
the zone of the secondary winding. 


Circulating Current Gear 


Circulating current protective gear gives a very high degree of pro¬ 
tection, as with this class both light fault settings and rapid operation are 
obtained. The form of circuit used is shown in Fig. 177, a standard 
connection. To take advantage of the low potentials arising when the 
fault current is low a sensitive relay is necessary, but at the same time, 
owing to the fact that when a transformer is switched-in the magnetising 
current may, for a number of cycles, attain values comparable with or in 
excess of full-load current, some means may be provided to make the relay 
insensitive during the switching-in period. “ Kick-fuses shunting the 
relays have been used, these being cut-out of circuit after the switching-in, 
either by hand or by'an auxiliary relay arranged to operate after a suitable 
interval of time : but the present tendency is to employ a low-energy type 
overcun*ent relay with a time setting long enough to prevent the trip 
contacts closing before the switching transient has subsided. 

Apart from switching transients instantaneous relays also tend to 
operate with voltage fluctuations due to disturbances on the system, and 
heavy over currents in the transformer resulting from through-faults, 
which are likely to produce unbalancing in the C.T. secondary circuits. 
With an overcurrent relay inadvertent operation can be prevented by 
providing a time setting which will allow the circuit-breaker on the net¬ 
work to clear a fault outside the protective^ zone of the transformer 
before the relay of the latter closes its contacts. 

With the combination of C.T.’s and relay shown in Pig. 177, to protect 
against excessive current on through-faults or faults in the zone not 
covered* by the circulating current protection, that is in the connections 
to the circuit-breakers and the busbars, fuses inserted in the pilot wires 
blow at the particular overcurrent value required. This does not affect 

the differential protection normally. 



Fig, ITTT— CiROULATINa OtJRMNT mANS- 
ROBMBR PBOTBOTION USINO A hOVf‘ 
EKlIBaY THRBR^POXR RISliAY 


but when the fuses blow the current 
balance is upset and the relay func¬ 
tions as an overcurrent relay with 
the appropriate time delay, being 
energised from the primary C.T.’s 
only. For the protection of a trans¬ 
former with star-delta windings the 
protective C.T/s will be connected 
delta-star to allow for the phase 
difierence between the primary and 
secondary currents. Delta-star main 
conneotibns will necessitate star ^Ita 
O.T. oomieoriona ; the latter being 
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always opposite to the power transformer connections. The C.T. ratios 
are such that the circulating currents are equal; and are the same as the 
ratio of the currents in the power transformer, allowing for the difference 
in the method of connection. When this form of circulating protection is 
used for transformers fitted with tap-changing gear one set of protective 
C.T.'s must also be tapped so that it is possible to change their ratio to 
correspond with the change in the power transformer ratio. To avoid 
this complication other methods have been devised which retain all the ad¬ 
vantages of the circulating current method of j>rotection. Some methods 
are similar in principle to tlv se emploved for the ]>rotection of feeders, 
stability being achieved by utilising blast d form of induction relay 
which IS restrained hy an} normal out^of bai mce current flowing through 
the circuit. 

“ Ttanslay Sy.<vtcm 

The Translay ’ balanced ])rotective system is a typical example of 
the application of biased relays, which can modified so as to be efiective 
both for feeder protection, and for power transformers with on-load tap¬ 
changing gear, without tapped C T.’s being required. Another feature 
of the ‘‘ Translay ” relay is that it has an inverse time characteristic 
whereby operation, can be delayed to prevent the contacts closing during 
switching-in, this characteristic being adjustable to suit individual power 
transformers. At heavy fault currents the operating time is reduced to 
0*25 second at full setting and proportionally lo^er times at lower 
settings. 

A typical “Translay’’ scheme is shown in Fig. 178. In its main 
features the relay used resembles an induction watt-hour meter of ortho¬ 
dox design, but differs in that it has no voltage winding, this being replaced 
by a current winding (11 in Fig. 178) connected to the line C.T. .In Fig. 
178 this winding of the top element of each relay is connected to the two 
outer phases, and the winding of the bottom element of the same relay is 
connected to the middle phase. The winding 11 acts as primary to a 
small secondary winding 12 on the same limb of the electro-magnet, 
the two windings thus forming a small transformer. The secondary 
winding is in series with the winding 13 on the lower electro-magnet, and 
the two windings are also connected in series with the pilot wires, as 
shown in the figure. 

Any current induced in winding 12 circulates through winding 13 by 
way of the pilot wires, and the flux thus produced in magnet 16^ being 
in quadrature with the leahage flux from magnet 15, a moving magnetic 
field is set up which interacts with eddy currents induced in the disc (not 
shown) thereby producing a torque in this tending to rotate it to close 
the trip contacts. Under healthy.conditions the line C.T.’s at opposite 
enda of the transformer supply equal currents in the windings 11 and 11 a, 
which induce equal E.M.F.'s in the windings 12 and 12a respectively ; 
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but as these E.M.F.’s ^re of opposite polarity no current flows through 
coils 13 and 13a except that due to normal conditions of unbalance of the 
C.T.’s, and of the power transformer, which is reflected in the former. To 
compensate for this, copper loops 18 and 18a are provided which, besides 
counteracting the lack of balance between C.T.\s, are also arranged to give 
the relay a bias to counteract the effect of any changes in transformation 
ratio due to tap-changing. 

Under normal conditions any current circulating in coils 13 and 13a, 
due to the partially unbalanced state of the circuit, is of no significance, 
but when a heavy load or through-fault current causes the induction in 
the magnet to be high, an appreciable forward torque is exerted on the 
relay disc. In these circumstances the current induced in loops 18 and 
18a causes a backward torque to be exerted on the disc, thus counter¬ 
acting the tendency towards forward operation. When a fault occurs in 
the transformer the E.M.F.'s induced in coils 12 and 12a are no longer 
equal and opposite, and a much greater current circulates round windings 
13 and 13a via the pilot wires. The de-magnetising ejBFect of the current 
in coils 12 and 12a is correspondingly large and the loop 18 and 18a is then 
influenced by a much-reduced flux, and the coimter torque is proportion¬ 
ally less. Briefly the effect is that, under fault conditions, the operating 
torque in the elements of both relays is equal, since the same value of 
current circulates through windings 13 and 13a, but the eoimter torque, 
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due to the current in windings 11 and 11a affecting the loops 18 and 18a, 
will depend upon the position and the nature of the fault in the trans¬ 
former. Thus, one element at least of either relay will operate under any 
fault condition. Each relay is provided with double circuit trip contacts 
to trip simultaneously the circuit-breakers on both sides of the trans¬ 
former. 


Buchholz Transformer Protector 


Most transformer protective devices depend for their operation on 
the existence of abnormal current or tem])eratuie conditions. The 
Buchholz Protector (Fig. 179) is a devi^-e 0 ]>eiating on the principle that 
every kind of fault in a transformer resuLs in a more or less violent 
generation of vapours or gase^. With this device it is claimed that 
faults can be detected in their incipient stages, thus reducing the damage 
caused and effect ing a valuable saving in tlie time taken for repair. As 
the device is sensitive to the presence of gas to such a degree, in certain 
cases, the alarm given may actually be the means of preventing develop¬ 
ment of the conditions leading to a fault ; such as a reduction in the oil 
level due to leaks, or the ingress of air owing to defects in the oil-circulating 
system. An approximate diagnosis of the trouble may be obtained from 
the colour of the gas ob¬ 
served through the inspection 


window. Generally, the Buch¬ 
holz Protector is fitted only 
to transformers with con¬ 
servators, although it can be 
applied to other types. Vari¬ 
ous sizes are used to suit any 
particular transformer. 

The protector shown in 
Fig. 180 comprises a cast 
housing containing two hinged 
floats, each fitted with a 
mercury switch. Normally 
the housing is full of oil and 
the floats rotate on their 
hinges until they engage their 
respective stops. With a 
slight or incipient fault arising 
In the transformer small gas 
bubbles are generated which, 
in passing upwards from the 
transformer, are trapped in 



the housing of the protector, Fig. 179. — Buchholz peotectob 

the effect being that the oil {Metropolitan^ Vickers Electrical Co., Ltd,) 





266 


SUBSTATION PLANT AND EQUIPMENT 



Fn/. 180 .— Bl CHHOLZ PKOTKCTOB showing INTUBNAI. CONSTBUCTION 
(MetropolUan-Vtckers EUxtrical Co., Ltd.) 



level falls since the gas pressure will prevent oil flowing from the 
conservator. The upper float follows the oil level and rotates to close 
the alarm circuit by means of the mercury switch. In the event of a 
serious transformer fault the gas generation is more violent and the 
oil displaced by the gas bubbles rushes through the connecting pipe 
to the conservator. The lower float will then rotate to close "the tripping 

contact. Certain types 
of Buchholz Protector 
have a shield mounted 
round the lower float 
to deflect the larger 
part of the oil flowing 
during severe faults. 
A hole in the centre of 
the shield permits a 
suflS^cient proportion of 
the oil to impinge on 
the float under fault 
conditions. 

A petcook is fitted 

Fig. 181.—TjRANSFOBMSa FITTIRD WITH A BtTOHMOlja: P^^" 

rBorKOTou. MeUrioai XM.\ tector to permit the 
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release of the collected gases, and on the ty^e shown in Figs. 179 and 180 
another petcock, fitted to the lower part of the housing, is connected 
internally to a.short length of piping directed against the lower float. 
This arrangement enables the continuity of the electrical circuits to 
be tested by ccmnecting the petcock to a compressed air supply. A 
slow release of air will operate the alarm float while a quick release 
will operate the tripping float. 

For transformers up to 1,000 kVA. capacity a single float protector 
may be used. The float is so arranged in its housing that it is responsive 
to either gas collection or oil surges, and the mercury switch may bo 
used for either an alarm or tri])piiig circuit. 

Busbar Zone Protection 

The zones covered by the fctider and unit protective systems do not, 
with most substation layouts, include the busbars, the circuit-breakers 
and the connections between these, since the protective current trans¬ 
formers are located on the lin^ side of the breakers for safety and con¬ 
venience. In consequence, any fault in the busbar zone must, in the 
absence of special protection, be cleared by the disconnection of all the 
circuits feeding into the fault. If over current relays are installed either 
as first line protection, or back-up, a bus zone fault can be cleared locally 
by the operation of these ; otherwise the fault may have to be cleared by 
the tripping of breakers elsewhere on the system. Such an arrangement 
is likely to lead to serious dislocation of supply, and even the time delay 
of overcurrent relays operating locally may be too long to be permissible 
as a general method of clearing bus zone faults on extensive interconnected 
systems, and some form of high-speed protective system may be installed 
for this purpose. 

Criticism has been made of busbar protective schemes on the ground 
that these may cause inadvertent total shutdowns and are not, therefore, 
worth while, as busbar faults are relatively rare. As an alternative to 
axitomatic protection, schemes have been devised in which only an indica¬ 
tion of the existence of a bus zone fault is given, and breakers are tripped 
by hand to clear the appropriate section of the switchgear. The objection 
to this would appear to be the inherent time l^g of any fault cleai-ance 
system which includes a human element. Even although the fault 
current may be considerably limited by the resistance of the defective 
insulation, arcing sustainedfor a few seconds may lead to extensive damage 
and start fires. Nowadays many bus zone protective systems are giving 
satisfactory service, being designed for either the rapid disconnection of 
all the circuits feeding into the fault so that the substation is isolated 
completely from the rest of the system ; or for high-speed'selective trip¬ 
ping with the object of isolating one section of the substation only. 
With the latter scheme sectionalising breakers and/or duplicate busbars 
and busbar coupling breakers are required. 



268 


SUBSTATION PLANT AND EQUIPMENT 


Small substations are not usually equipped with busbar protection, 
reliance being placed upon the protective devices associated with the 
connected circuits to trip out these and thereby make the busbars dead. 
In this case the station is, of course, shut down entirely, and since busbar 
faults are rare the expense of discriminating busbar protective gear is not 
warranted. For important minor substations in which the switchgear is 
of the distribution nietalclad class, and the layout fairly simple, leakage- 
to-frame bus zone protection is an effective method of ensuring instantane¬ 
ous tripping of all the circuits .in the event of a bus zone fault to earth. 
With this scheme the whole of the switchgear metalwork is insulated from 
all other metalwork by suitably insulating the standards, and by using 
insulated cable glands. In addition, all control cables, conduits, etc., 
associated with the gear are provided with insulated glands or joints to 
prevent fault current flowing to earth along the sheaths or tubing. The 
switchgear metalwork is bonded together and connected to earth through 
a current transformer, so that in the event of a leakage to frame, the fault 
current can only flow to earth along the bonding bar, and must, therefore, 
pass through the C.T. at the earthed end of the bonding bar. The 
secondary of the C.T. is connected to a relay which makes one pair of con¬ 
tacts in a tripping relay circuit, and another pair in an alarm circuit. In 
series with the first pair of contacts is another pair which are controlled 
by a check relay energised from a core-balance C.T. on an incoming 
feeder. Thus before the tripping relay will operate both relays must be 
energised, which will, of course, be the case in the event of a bus zone 
fault. By using these two forms of protection in conjunction a very high 
degree of stability is ensured. 

With major substations linking important H.V. networks the dis¬ 
connection of all incoming and outgoing circuits to clear a busbar fault 
will result in widespread dislocation of supply. To avoid this the 
present tendency is towards the installation of protective gear which, 
while i)erfectly stable on circuit faults, operates on busbar faults to discon¬ 
nect a section of the switchgear only so that some, at least, of the circuits 
are kept in service. Busbar protective schemes are, in general, fairly 
complicated, by virtue of the number of circuits involved and the need to 
obtain a high degree of stability on external faults. Modem systems are 
based on some combination of differential and earth-fault protection, and 
employ a variety of relays, auxiliary switches, transformers, etc. 

The principle of operation is, very roughly, that when the busbars are 
healthy the current flowing into them is the same as the current 
flowing out, but should an earth fault develop this condition no 
long^ obtains. Most busbar faults originate as earth faults, in fact, some 
designs of metalclad gear are adopted to ensure this, consequently 
many bus zone protective systems incorporate special current trans¬ 
formers connected on the residual current principle, in conjunction 
with relays and circuits for comparing the meoming and outgoing 
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BUS BARS 



FOR TR/P CIRCUITS 


Vui. 182. —Schematic' diaoram op connections op the self-c Kt;cK instantankocis 

■SYSTEM OP BUSBAR PROTECTION APPLIKT) TO A SINGLE BUSBAR 

currents. When an earth fault occurs in the bus zone the incoming 
and outgoing cun-ents differ by the amperes which flow back to the 
source, or sources, of supply through the earth ; and as the busbar })ro- 
tective current transformers of all the connected circuits are paralleled, 
the secondary current resulting from the unbalance due to an earth faiilt 
in the bus zone will be available for the operation of the protective relays. 

A system based on the principles. of residual current and cuirent 
balance is shown schematically, as a single line diagram, in Fig. 182 . A 
novel feature of this system—from which its name is derived—^is the self- 
check arrangement wWch gives an alarm if a defect develops that might 
make the protective gear unstable. For this purpose testing windings are 
provided in the current transformers through which a small current is 
made to circulate in such Si way as to assimilate a through-fault. If the 
protective gear is in order,no current appears in the relay circuit,otherwise 
a small current flows which, although insufficient to operate the master 
tripping relay, actuates a sensitive alarm relay. 

Ihe particidar system illustrated is designed for the rapid disconnection 
of all the circuits. When selective tripping is required sectionalising 
and/or coupling breakers are necessary, and the protective gear must be 
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Fig, 183. —Eleotkical sectionalistng 
The tiansforiTrer and feedei circuit breakers are not shown 


80 arranged that the first operation when a bus zone fault occurs is the 
tripping of these breakers ; after which each section becomes in eiBFect an 
individually protected zone so that, as the secondary protective circuits 
are also automatically sectionalised, only those main circuits associated 
with the faulty section are tripped. 

The foregoing account of bus zone protection is, of course, very general; 
in practice the disposition of the main circuits, the interconnections with 
other stations, etc., influence the type and arrangement of the apparatus. 
An essential characteristic of this class of protection is absolute stability 
on through-faults, to ensure which biased relays, locking methods, and 
combinations of relays of different types are used. In the latter case two 
distinct protective schemes may be installed, both sensitive to faults in 
the bus zone, but each selected by reason of inherent stability under 
particular through-fault conditions so that generally, although inadvert¬ 
ent operation of one protective system may occur, it is highly improbable 
that both will be effected with any type of trough-fault. Thus by 
connecting the trip circuits of each system’s relays in series, tripping of 
breakers will only be initiated by a Tart in the bus zone since inadvertent 
operation of one system only will not complete the trip circuit. In certain 
classes of substation where busbar protection is not uised the busbars may 
be sectionalised to reduce the number of circuits paralleled to a minimum, 
and, thereby, the maximum valxie of the fault current. With the system 
layout shown in Fig. 183 a busbar fault is cleared by the tripping of the 
transformer breakers connected to the section involv^. 

The disadvantage of such a scheme is that a transformer fault may 
also make a whole section dead; but unless the maximum degree of 
continuity of supply is essential the period of interruption need not be 
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Fj^g. 184. —Mesh (jonneutiok of station cihouits to eliminate iu hbars 
A to J are automatic O.O.B.’s. 


excessive. Generally the other three sections will be undisturbed, and 
it will be possible to restore supply on the dead section by closing the 
appropriate breakers. The busbar protection problem has been solved 
in some cases, e.g. certain Grid substations, by dispensing with busbars 
altogether and grouping the circuits in miniature ring-mains. This 
arrangement, known as the mesh connection, is shown in Fig. 184, applied 
to a generating station—although it can also represent two interconnected 
substations. The circuit-breakers are comxected in the ring-main, and 
it is necessary for two to trip to disconnect any circuit automatically. 


A.C. Protection of Conversion Equipment 

The protection of both rotating convertors and rectifiers is usually 
eiFeoted on the H.V. side by overcurrent and earth-fault relays. In the 
case of rotating machines interlocking may be provided so that: (a) 
unless the imit is arranged for D.C. starting it must not be possible to 
close the B.C. breaker imtil the A.C. breaker has been closed. (6) When¬ 
ever the A.C. breaker is opened it must automatically trip the D.C. 
breaker (if this has not been done) to prevent the machine from motoring 
on the D.C. supply. 

A special feature of some rectifier equipments is the surge protection 
against the transient overvoltages which may be produced by the arc, 
and appear across the secondary windings of the main transformer. To 
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limit the surge voltage to a safe value some form of surge divertor—often 
a spark gap and resistor in series—^is connected across each secondary 
winding. 

D.C. Protection 

Equipment for the protection of D.C. machines and circuits is simple 
compared with that for alternating current. Frequently overcurrent 
protection sufi&ces ; fuses or circuit-breakers fitted with overcurrent trips 
being used for the purpose. High-speed breakers are extensively adopted 
for machines, and for feeders, supplying D.C. systems which are liable to 
severe short-circuits» 

When machines operate in parallel some form of reverse current pro¬ 
tection is usually employed to trip the D.C. breakers in the event of 
excessive current being fed into the machine from the D.C. system as the 
result of low voltage, relative to that of the other machines feeding the 
same system ; or the loss of the A.C. supply. Machines in the same 
station are as far as possible eqtiaUy loaded and operation of the reverse 
current protection does not normally occur if the load is steady ; but this 
is not always the case. For instance, the load on a traction substation 
may vary from zero to several thousand amperes in a few seconds, or vice 
versa ; and slightly differing machine characteristics may cause excessive 
current to flow into a machine during a period of negligible load. Unless 
the breakers are tripped there is a danger of flashover as the machine is 
motoring with commutation adjusted for heavy forward load. Since 
traction substations operate in parallel, to avoid reverse currents of a 
dangerous magnitude due to the difference in voltage of machines a con¬ 
siderable distance apart, sensitive reverse current protection is essential. 

Reverse current protection will also clear internal machine faults 
from the D.C. busbars more quickly than the overcurrent protection, as 
low current settings are possible, and may thus prevent the disconnection 
of other machines, particularly when the conditions are such that the fault 
would produce current values above the overcurrent settings. Protective 
selectivity on most D.C. systems is usually obtained by stages of current 
settings and not time settings. 

Reverse-current devices may be integral with the breaker, or take the 
form of a separate relay. With the first type a current reversal neutralises 
the flux of a holding coil keeping the breaker in the closed position, or 
actuates an armature attached'to the tripping latch. The first tripping 
method depends on the creation of a flux, by the reverse current, opposing 
the holding coil flux ; but with the .second method operation of the 
device depends upon the sum of two loagnetic fluxes. One of these is 
due to a series coil and is variable both as regards direction and magni¬ 
tude, and the other is due to a potential coil; its ma^itude varies with 
voltage, but the cmrent, and the fltix, are always in the same direction. 
Normally the two fluxes are in opposition so that the armature is not 
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attracted, but with a current reversal there is a resultant flux avaflable for 
actuating the armature and thereby tripping the breaker. 

The relay type of reverse current device consists of a pivoted coil 
controlled by a magnetic field. In one type the coil is energised from a 
potential circuit, and is rotated by interaction with a field obtained from 
an iron core surrounding a current-carrying conductor, such as a circuit- 
breaker stud. With normal current flow the coil moves in a direction 
opposite to that required to close the trip contacts, but when the current 
reverses the latter trip the breaker by short-circuiting a low-voltage re¬ 
lease, or energising a shunt trip coil. The mosi sensitive form of reverse 
relay is the type which i« cssen^ iailv a mr^ving coil ammeter with a current 
coil connected across a shunt : aj>d a permanent magnet field. Tripping 
is effected by the closing of a fixed adjustable contact, and a contact on 
the moving element. 

In addition to, or instead of,r»*v'erse current protection a centrifugally 
operated overspeed device may be fitted to the machine shaft to jirevent 
an excessive and rapid increase of speed should the A.C. supply fail and 
D.C. still be available from the busbars to motor the machine. The 
overspeed device closes its contacts to trip the D.C. breakers. Low- 
voltage releases can be used to trip the D.C. breakers in the event of an 
A.C. supply failure, but generally for important installations their liability 
to inadvertent operation during momentary disturbances does not 
recommend their employment. 

D.C. Protection of Rectifiers 

With rectifiers protection against normal current reversal is not 
required, as this is not possible ; but in the event of a backfire a rectifier 
must be disconnected with all speed. In some cases, and generally for 
small-capacity units, anode fuses have been found to give effective pro¬ 
tection against the effects of a backfire. They are now so designed that 
they do not fuse under ordinary forvrard short-circuit conditions, but only 
in the event of a backfire. Various types of H.R.C. fuses are used, but 
their length is increased—as compared with those for purely A.C. inter¬ 
ruption—so as to render them capable of dealing with any D.C. component 
in the backfire current. 

Large rectifiers are usually equipped with high-speed reverse breakers 
and, sometimes, grid control for the suppression of backfire current. 
Breakers with operating speeds down to 0*012 second are used, and these 
provide a most effective means of protecting the rectifier from major 
dafhage, whether the potential source of damage be short-circuits, back¬ 
fires, surges, or even lightning disturbances on the D.C. system—^in the 
case of traction xmits. 

Instrument Transformers 

. Relays and meters used for normal operating purposes are usually 
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energised from the secondaries of very small-capacity transformers since 
it is not practicable to connect them directly in the main circuits. By 
means of instrument transformers high voltages and heavy currents are 
reduced to values which are convenient for the operation of instruments 
and protective gear. 

There is a fixed ratio between the primary and secondary turns so that 
the secondary values are generally representative of the primary values, 
but not exactly so, since the actual transformation ratio differs from the 
turns ratio according to the load on the instrument transformer. In the 
case of a current transformer the ratio between the primary and secondary 
currents should preferably remain constant throughout the working range 
of the apparatus it serves, but this ratio could only be maintained if there 
were no voltage-drop in the secondary circuit. 

When apparatus is coimected to the secondary the voltage induced is 
proj)ortional to the impedance of the secondary circuit, and the current 
flowing through it. The flux producing this voltage is derived from the 
primary current, and since a component of this is required for magnetising 
the core, and is not reproduced in the secondary, the primary and second¬ 
ary ampere-turns differ by the amount of the magnetising ampere-turns. 
As the magnetising ampere-turns are not a linear function of the flux 
density a simple relationship between these ampere-turns and the 
secondary burden (the volt-ampere load connected to the secondary) does 
not exist; consequently variations in both the magnitude and power 
factor of the current in the primary cause variations of the resistance and 
reactance drops in the transformer, and the no-load current, which result 
in the current^ ratio differing from the turns ratio in both magnitude and 
phase. 

Since the primary current in a current transformer is independent of 
the seex)ndary circuit if this is open-circuited, the primary current becomes 
the magnetising current, the flux reaches a very high value, and an 
excessive and even dangerous voltage may be induced in the secondary. 
This is because with no current flowing in the secondary no back E.M.F. 
is produced to oppose the induced E.M.F. The voltage of an open- 
circuited current transformer may be sufficient to break down the insula¬ 
tion or be a potential source of danger to human life ; and the excessive 
flux may cause deterioration of the core-iron. 

Whenever the secondary burden is disconnected the winding should 
first be short-circuited, in which case the primary current becomes the 
short-circuit current. The voltage induced in the secondary is then very 
low as it is simply the short-ckeuit impedance voltage. A voltage, or 
potential, transformer is similar in principle to a power unit. With a 
load connected to the secondary the actual transformation ratio differs 
from the ratio of primary to secondary turns due to the internal losses in 
the transformer, whilst there is also a difference in jihase between the 
primary and secondary voltages^ In practice instrument transformers 
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Fig, 185- - Wound-type cttkkbnt transformers 


are designed, with regard to accuracy of ratio and phase-angle, hi accord¬ 
ance with the class of service for which they are mtended. 


Current Transformer Types 

Open, wound-primary type current transformers are generally used up 
to 500 amperes and 11 kV. for certain classes of indoor switchgear in 
situations where the atmospheric conditions are favourable. Fig. 185 
shows wound-type cmrent trans¬ 


formers. 

Oil- or compoimd-filled woimd- 
primary types are employed for 
the same range of current and 
voltage on open-type switchgear 
in locations where the atmosphere 
is too humid or corrosive to permit 
the use of the dry type. The type 
is also used on outdoor switchgear 
for all operating voltages where 
wound primary transformera are 
required. Single - turn or bar 
primary-type current transformers 
are constructed in several forms, 
each distinguished by varying 
details ; but in every case the 
primary current passes along a 



Fig, 180. liiNo-TYPF C.T. with nk kbl- 
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straight insulated conductor, around which an iron core, carrying the 
secondary winding, is fixed. Fig. 186 shows a typical wound core which 
encircles a main conductor. Bar primary current transformers are 
invariably used on heavy-current circuits, and very frequently for 
currents below 500 amperes when they can be mounted on high-voltage 
switchgear bushings. 

Another form of bar primary current transformer comprises a core and 
secondary winding of rectangular shape for mounting over a conductor 
of rectangular cross-section. Owing to the nature of the primary 
conductor, bar primary current transformers are particularly well suited 
for withstanding the thermal and dynamic effects of system short-circuit 
currents, consequently this type is widely used on systems subject to the 
heaviest short-circuit currents possible in practice. 

Tbe short-circuit capacity of a current transformer is of vital import¬ 
ance, as in the past inadequate capacity has on a number of occasions 
resulted in failures arising from the occurrence of faults on the system 
which have overstressed current transformers associated with healthy 
sections. 

Wound-primary current transformers having a small number of turns 
are iniierentJy more secure against short-circuit effects than those having 
a larger number of turns, the degree of security decreasing progressively 
as the number of turns increases. The type with former-wound primary 
and secondary, insulated with wrappings of tape and impregnated, can be 
robustly constructed to withstand the electro-magnetic forces due to over- 
currents ; but the type employing main insulation of porcelain in tubular 
form with a pulled-through winding is relatively weak. 

Types of Voltage Transformer 

The dry type of voltage transformer is generally only employed 
where the voltage does not exceed 3,300, because of the liability to insula¬ 
tion failures in damp situations, vulnerability to accidental damage, and 
rapid rise in temperature of the windings under overload conditions. 

Compound-fiUed units are sometimes used on certain types of metal- 
clad switchgear as they afford security from damp, mechanical damage or, 
often, open sparking in the case of failure ; but generally voltage trans¬ 
formers of an oil-filled type are used for 3,300 volts and upward. One 
advantage of oil filling is that the condition of the oil can be checked and 
the quality restored, if necessary, by treatment in a purifying plant. 
JFor this purpose high-voltage outdoor transformers may be fitted with 
two valves to enable oil to be circulated through a purifier without taking 
the unit out of service. Another advantage of oil filling is the compara¬ 
tively low rate of temperature rise of the windings in the event of excessive 
overload, such as would be caused by a fault on the secondary wiring not 
high enough to blow the secondary fuses. 

Voltage transformers are invariably coimected to the H.V. circixit 
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through fuses ; but owing to the high short-circuit impedance the current 
in the primary winding may, however, be insufficient for satisfactory fuse 
operation, even if the secondary is short-circuited. The primary fuses 
are, therefore, more in the nature of protection for the system against the 
consequences of a transfolfmer breakdown rather than to protect the 
transformer itself. A fuse wire fine enough to blow at low current values, 
and thereby'afford protection to the transformer, would be fragile and 
liable to corrosion from the effects of corona. Secondary fuses protect 
against faults in the secondary wiring oi connected apparatus. Some 
types of primary fuses available for voltage transformer circuit protection 
are not capable of interrupting the current, which would flow on the 
occurrence of a primary sViort-circuit, and a wm^-womid limiting resistance 
is connected in scries witn the fuse hipH the < urrent to a value within its 
breaking capacitJ^ Altemd-lively Ligh-resistance fuses may be employed 
which limit inherently the maximum value of the current to be 
interrupted. 

With indoor gear the fuses are usually mounted in the transformer 
tank under oil, in a position accessible for renewal through a hinged 
cover, or so arranged that they can be withdrawn through the H.V. 
insulators. In this case the withdrawable unit may be made up of a fuse at 
the lower end, normally oil-immersed, and a limiting resistance ; the 
whole assembly forming the H.V. coimection to the primary winding. 
For outdoor gear liquid fuses are used, both they and the limiting resist¬ 
ances being mounted on the structure independent of the voltage trans¬ 
former. 

With metalclad and some forms of cubicle switchgear isolation of the 
voltage transformer is effected by withdrawing it from the socket con¬ 
tacts. At 33 kV. and higher voltages the arc drawn out by slow isolation 
will produce undesirable high-frequency oscillations which may break 
down the winding insulation. To avoid this some form of quick-break 
device is provided to interrupt the magnetising current ; such as an 
external lever which withdraws the fuses from the fixed fuse contacts and 
so opens the circuit under oil. 

Connections of Voltage Transformers 

To obtain a three-phase supply a three-phase unit may be used, or 
three, or two single-phase units. Up to 11 kV. single-phase transformers 
are generally constructed with fully insulated windings and with both 
primary terminals insulated for the line voltage. For 22 kV. and upwards, 
when one end of the primary winding will be permanently earthed, voltage 
transformers are usually ^fitted with only one primary bushing. The 
earthed end of the winding is less heavily insulated from earth and is 
connected to a low-voltage bushing. This effects a considerable saving 
in cost, which is relatively greater the higher the voltage. 

The star/star connection on a three-limb core is almost miiversally 

10 
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adopted for three-phase voltage transformers since it gives the cheapest 
and most compact arrangement, and is quite satisfactory for all normal 
requirements. Wlien single-phase units are used for a three-phase supply 
it is tmdesirable to connect them in star on the primary side unless the 
H. V. neutral can be connected to the star point of the transformer connec¬ 
tions. If this cannot be arranged, the secondary voltage of each trans¬ 
former will contain a pronounced third harmonic, and the phase-to- 
neutral voltage is useless for most purposes. 

With a star/star connection of single-phase transformers a tertiary 
winding is employed on each transformer, these being connected in delta 
to provide a circuit in which the third harmonic magnetising current can 
circulate, and so avoid distortion. Certain forms of protective gear, e.g. 
directional earth-fault, make use of a voltage proportional to, and in 
phase with, the displacement of the transformer neutral from its normal 
condition. For this purpose it is essential to earth the H.V. neutral of the 
voltage transformer in order that the primary phase-to-neutral voltages 
may always be the line-to-earth voltages which are to be reproduced. 

Special Types of Voltage Transformer 

Above about 66 kV. the cost of directly connected voltage trans¬ 
formers is very high; consequently in some circumstances special arrange¬ 
ments are used to obtain low voltages proportional to the voltages of the 
main circuits. 

The compensated voltage transformer is an arrangement whereby use 
is made of a power transformer connected to the higher-voltage system. 
A voltage transformer of the usual type is connected to the lower-voltage 
side of the power unit and so connected that the secondary voltage 
derived therefrom will be in phase with the voltage of the higher-voltage 
system ; but due to the voltage-drop in the power transformer between 
no-load and full load the magnitude of the secondary voltage will not be 
constant. To compensate for this variation current transformers are 
coimected in either the primary or secondary circuit of the power trans¬ 
former for supplying current to compensatmg reactors so designed that the 
voltage induced in them is proportional to the voltage-drop in the power 
transformer. 

The compensatmg reactors are connected to the secondary winding of 
the voltage transformer so that the voltage induced in them is com¬ 
pounded with the normal secondary voltage of the voltage transformer. 
As this voltage is proportional to the actual voltage at the secondary 
terminals of the power tmit, and, therefore, varies with the load on the 
unit, and since the value of the compensatmg voltage is suitably propor¬ 
tion^ to the load, the resultant voltage at the secondary terminals of the 
voltage transformer is projx>rtional to the voltage applied to the higher- 
volt^j.ge terminals of the power transformer irrespective of the load on that 
unit. 
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The capacitor voltage transformer is based on the principle that the 
voltage-drops across condensers in series vary inversely as their capacities. 
High-voltage multiple-unit porcelain insulators and condenser-type bush¬ 
ings form such a series of condensers, and in other types of bushing an 
equivalent arrangement can be obtained by inserting a metal foil plate 
near the outer surface of the dielectric. This plate, one of the foils in a 
condenser bushing, or an insulator cap in a porcelain string may be 
employed as the high-voltage electrode of a condenser to which a connec¬ 
tion can be made to the high-voltage side of a voltage transformer. 

The potential between the tap point and the earthed mounting flange 
may be of the order of 4,000-10,000 volts so that it is necessary to provide 
a voltage transformer to step-down this voltag<- for instrument operation. 
A variable reactor and eciidenser are T*rovide<^ m the secondary circuit to 
permit adjustment of voltage and phase angle to suit the actual working 
burden. At the present stage or* development the use of the capacitor 
voltage transformer is restricted synchronising, voltage indication, and 
in some cases, certain relay opei’ations. Tlie tapped condenser does not 
reduce appreciably the insulation value of the bushing, and does not 
necessitate any additional apparatus, such as fuses, connected to the 
high-voltage system, although a spark gap is required between the tapping 
point and earth in order to limit to a safe value the voltage in the bottom 
section of the condenser. 



Chapter XVI 
FIRE PROTECTION 

E lectrical equipment has always been subject in some degree to 
the twin risks of fire and explosion. The tendencies of the past 
years towards intensive interconnection and large-capacity units 
have made available enormous quantities of fault energy which have to 
be dissipated by the circuit-breakers; in consequence, although failures 
to interrupt successfully are, with modern equipment, rare, the results 
are likely to be far more serious. For this reason fire protection equip¬ 
ment is important and essential even if it is never used ; and modern 
practice endeavours to ensure that fire protection, in the form of extin¬ 
guishing equipment, will not have J>o he used by careful attention to 
preventive safeguards. These include, of course, the prevention and 
rapid automatic isolation of electrical faidts—already discussed in 
previous chapters—and the elimination of factors likely to cause fire and 
explosion as the result of electrical failure. 

Causes of Fire 

The majority of fires in electrical stations originate from uncontrolled 
arcing in the presence of some inflammable medium ; and the necessity 
for sensitive high-speed fault protection is apparent. Protective systems 
employing relays which require a comparatively high value of fault current 
for operation may permit arcing for dangerously long periods, so that the 
conditions favourable to fire and explosion are created—by the action 
of the arc on any oil, compound^ etc., present—^before the fault resistance 
diminishes to a value low enough to allow a sufficient flow of current for 
relay operation. Arcing earth faults are especially dangerous as they are 
liable to set up excessive transient voltage conditions initiating faidts 
elsewhere in addition to being a lilcely cause of fire locally. When com¬ 
paratively long fault clearance times are unavoidable earthing resistances 
must be designed to carry the maximum earth fault current for an 
adequate period of time. 

the absence of sensitive bus zone protection a possible source of 
danger exists in earthing resistances of inadequate capacity which bum 
out under certain fault condition^, thus maldng the system an insulated 
one. With the loss of the neutral earthing, system oscillations occur 
which, together with persistent arcing of the original fault, cause risk of 
consequential faults. 

Apart from arcing earth faults there is a fire risk from inefiective 
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protection of low- and medium-voltage circuits against persistent earth 
leakage. Such continuous leakage is guarded against by supply authori¬ 
ties in their substations, but the danger is not always fully appreciated by 
those responsible for the operation of small industrial substations ; 
especially where a manufacturing process involves inflammable conditions. 
The danger arises in the first place if the circuit protection is not sensitive 
to the earth leakage current which flows through conduit and bonding to 
the earth connection. Should the current exceed a certain value a 
conduit earthing bond may fuse and start a fire ; or this may be delayed 
until the leakage current returning through chance contacts sets up local 
heating or sparking in the presence of inflammable substances. 

To avoid the danger of oersislei t eartJi ieckage sensitive protection is 
used and systematic measurement made of t )rth continuity resistance to 
ensure that, in ihe event vd earth ’eakage, sufficient current can flow to 
operate the circuit protective (iev>ces. (For a detailed discussion of 
persistent earth leakage see Ele^ trical Accidents and their Causes, 1938,” 
H.M. Stationery Office.) 

Careful inspection and mainteiiance of oil circuit-breakers should be a 
sufficient safeguard against failures due to imperfect adjustments, j)Oor 
oil quality, etc. ; but in practice despite the obvious necessity for such 
attention accidents still occur occasionally as the result of negligence. 

An interesting oil circuit-breaker failure on record relates to an internal 
explosion caused by a cleaning rag wedged between contacts of one phase. 
The breaker, of the cubicle type, was a busbar coupler short-circuited by 
a busbar selector on another circuit. During switching operations sus¬ 
tained arcing between the contacts separated by the rag occurred, causing 
the switch to explode. In passing it should be mentioned that the care¬ 
less disposition of cleaning rags may make fire extinguishing more 
difficult. During tests carried out by the British Electrical and Allied 
Industries Research Association (“ Fire Fighting Equipment for Electrical 
Installations,” Journal I.E.E., vol. 85, p. 719) it was found impossible 
to extinguish a fire which persisted on a piece of rag left in the nest of 
transformer cooling tubes, after a fire-extinguishing equipment of the 
fixed remote-controlled type had operated, except by hand. There was 
no doubt as to the effectiveness of the equipment for successfully extin¬ 
guishing fires arising from the risks which it was designed to cover ; the 
test simply served to emphasise the necessity for ensuring that no com¬ 
bustible material of this sort is left in such a position as will encourage 
re-ignition of oil fires. 

Tap-change gear has on occasion been responsible for causing explosion 
and fire. Apparently when contactors operate under oil the arcing pro¬ 
duces natural “ cracking ” which may result in the gradual deposit of 
carbon particles on horizontal insulating surfaces, thus affecting the 
insulating properties of the material used, with consequent liability to 
tracking and eventual failure. 
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Routine oil testing and filtering are important in avoiding oil risks, 
but it should be remembered that filtering is itself a dangerous operation in 
circumstances where there is a possibility of the oil vapouf being ignited. 
In one case when an explosion occurred while a transformer tank was being 
filled it was suggested that ignition of oil vapour by static electricity was 
responsible. The transformer had been isolated from aU sources of elec¬ 
trical power for four days previous to the explosion and the windings 
earthed. 

Dividing boxes are sometimes a source of trouble, and it has been 
pointed out that whilst a dividing box failure elsewhere may only have a 
localised eiSect, attachment to a transformer containing a large bulk of 
oil involves a greater risk and indicates the need for extreme care in the 
avoidance of possible defects. 

Avoidance of Oil Fires 

Insulating oil is always a potential source of danger. High-voltage, 
large-capacity plant has resulted in the concentration of huge quantities oi 
oil in buildings, some of which, planned many years ago when 6 kV. was 
considered a reaUy high voltage, now house plant up to 66 kV. and of 
several times the original capacity. Nowadays the tendency is towards 
the reduction of the quantity of oil used in circuit-breakers by improved 
designs ; and at the lower voltages, the use of air breakers whenever 
practicable. In the case of transformers a non-inflammable dielectric 
medium may be used in special circumstances, but in general oil is still 
favoured. 

Air-cooled transformers are sometimes installed to avoid the oil risks, 
and with these it is essential that the windings be kept free from accumu¬ 
lated dirt to prevent overheating and the risk of fire. 

Fire Sectioning 

In modem substations individual sections of plant are frequently 
separated physically by fire-resisting partitions. Circuit-breakers used 
for busbar coupling or sectionalising may, in important stations, be 
separately enclosed, and physical separation extended to such components 
as main and control cables with the object of making each section of the 
plant self-contained as far as is practicable without uneconomic multiplica¬ 
tion of such components as tripping batteries and operating boards. 

Brick and concrete structures are used for the dual pilrpose of fire 
sectioning and the limitation of explosive effects. With regard to the 
latter both small non-sectioned substations and fire-sectioning structures 
in large stations should be designed so that at least one wall parallel to 
the gear contajms enough windows or doors to act as relief vents for the 
intense pressures which may be set up by explosive failures of electrical 
gear, and thus secure the safety of the main structure. 

In stations designed before the necessity for protection against fire 
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Fig 187 —Showing the atpiicaiion of iire pbotjction panelling to a mftalolao 

SWITOHOrAB lNf»lALLATION {DumStecl ftoofSy Ltd ) 


risks was fully appreciated, it is often impossible to adopt brick or 
concrete fire sectioning on account of the relative congestion of the 
equipment. This condition may also apply to new stations in which the 
maximum of plant has to be installed m a limited space. For these 
situations some form of fire sectioning is frequently obtained by using a 
fireproof material occupying a minimum of space but giving ample 
security. Such a material is Durasteel 3DF2 ” fire protection panel- 
Img, which is a composite flat sheeting consistmg of two light-gauge steel 
facing sheets securely keyed by a patent process to a highly compressed 
asbestos-composition core. The application of the panelling to a metal- 
“clad switchgear mstallation originally designed without fire sectioning is 
illustrated in Fig. 187, By this arrangement the inherent protection against 
fire risks obtained with metalclad gear is further improved without im¬ 
practicable alterations to plant layout. Fig. 188 shows box-type fire 
barriers of Durasteel panelling sectioning a bank of transformers. The 
panelling is extensively used for the complete enclosure of vulnerable 
and important equipment such as control panels and fire-^extinguishing 
apparatus. ^ 

Outdoor substations with switchgear and transformer units widely 
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spaced may not 
require any 
specific fire 
sectioning, but 
where adequate 
spacing is not 
possible walls 
may be used. 
Outdoor metal- 
clad gear pos¬ 
sesses excellent 
fire-resisting 
properties, but 
having close 
spacing of units 
fire sectioning 
may be similar 
to that of in¬ 
door layouts. 

Ground area 

permitting, wide spacing of metalclad gear may be adopted to avoid 
the use of walls. Often, as the result of a transformer or circuit-breaker 
failure, a large quantity of burning oil is released, and to be of real value 
fire sections should completely prevent the passage of this oil from one 
part of the plant to another. For this purpose sills of a minimum height 
of 6 in. are used across doorways, cableways, ventilating openings and the 
like. The sills should be capable of holding all the oil available in each 
section. 



Fig. 


188 -Tiiansfoumebs pkotectkd by sectionalising parti¬ 
tions. {Durasteel Roofs, Ltd.) 


Oil Drainage 

Where it is not practicable to segregate each unit or section of the 
plant in separate enclosures some other means are usually adopted to 
retain free oil. The minimum provision should be dwarf walls around 
each transformer or section of switchgear, at a sufficient distance to ensure 
that escaping oil will not be thrown outside the area enclosed by the walls. 

Preferably there should be a well or sump beneath each unit filled 
with screened rubble or pebbles for the oil to drain into. The material 
used in the wells should be of such a nature and large enough not to impede 
the passage of oil. Sand should not be used and pebbles should he at least 
I in. diameter. The ideal arrangement is for the (Jrains from the wells to 
pass to pits, filled with pebbles graded from 1 in. to 2 in., outside the 
building, and located in a position remote from any exit or entrance. 
With outdoor units a screened ballast surroimd is frequently used—in 
the absence of high retaining walls—^to catch escaping oil and to act as a 
fire quencher. It has the further advantage of limiting the fire to a 
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definite area, thus facilitating its extinction by fixed equipment covering 
the area. 

Fireproof Construction of Buildings 

Many substations installed in recent years are located in buildings 
which are designed to be fireproof to a high degree by the use of fireproof 
doors, steelwork, etc. In the case of small unattended substations, 
although it may not be ecqnomic or practicable to aiTange the layout of 
the plant so that each section of the equipment is segregated, the enclosure 
as a whole is usually sufficiently fireproof to prevent the spreading of the 
fire outside the substation. Wheit^ substations are chambers located in 
large buildings special precaution-i are nect^ssary, especially in the case of 
cinema and similar substations Wij^-n it is important to localise a fire. 
This class of sub station should ari‘anged so that the plant is well below 
the lowest floor level of the main building to ensure the retention of any 
burning oil in a position wnere it can be rapidly extinguished by an 
automatic fixed fire equipment, the provision of which is imperative 
when the station is normally imattended or inaccessible to the occupants 
of the main building. When the fire risk has to be eliminated as far as 
possible the use of transformers filled with a non-inflammable medium is 
advisable. 

Protection of Cables 

The primary aim with regard to fire protection is to restrict the fire 
to as small a section of the plant as possible, this being achieved by the 
metallic enclosure of components, and physical fire sectioning. A 
secondary consideration is that the equipment actually located in the 
fire area should suflFer as little damage as possible, so as to facilitate the 
re-commissioning of the plant. This is secured by metallic enclosure, 
and the installation of effective fire-extinguishing apparatus. 

Armoured cables are inherently fire-resisting to a high degree. This 
was demonstrated by a series of experiments {“ Electric Cables and Fire 
Risks : Recent Developments and Investigations,” Journal 
vol. 87, p. 521) which drew attention to the extraordinary fire-protective 
qualities of armour wire, which renders the exterior wrappings and their 
impregnating compound substantially jBxe-resisting, and also protects 
the interior of the cable. The behaviour of the cables under the various 
tests applied indicate that relatively long exposure to an external flame— 
which implies an already existing severe fire—is necessary to ignite the 
wrappings ; and it appears that if the source of the flames is local the 
cable will not, in general, convey flame away from the area of application. 
With a more severe and general conflagration the cable might well become 
ignited and convey flame, but the conditions envisaged would be such that 
any additional flame resulting from the cable would probably be relatively 
unimportant. In one test it was noted that the application of a hot 

10 * 
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External flame for about fifteen seconds was necessary to ignite the com¬ 
pound on the wrappings of a standard C.M.A. cable, so that it seems 
reasonable to conclude that such wrappings would not become ignited as 
the result of a transient flame due, for instance, to an explosion resulting 
from an electrical failure. 

Further exj>eriments with various compounds led to the general 
conclusion that, while wrappings treated with petroleum pitch compound 
were appreciably more fire-resisting than might have been expected, 
wrappings can for practical purposes be made non-ignitible by the use 
of foe-resisting paint compounds. These are not so resistant to the 
passage of water as are the standard petroleum-pitch type used specifically 
to give protection against corrosion. Consequently, the use of fire- 
resisting compounds m place of the j^resent standard type makes the 



armouring wires more 
liable to corrosion 
from acid waters, etc., 
which fact should be 
considered in relation 
to the conditions ob¬ 
taining. 

Recently, cables 
have been introduced 
having both fire-resist¬ 
ing outer coverings 
and dielectric, which 
are identical with the 
standard rubber-insu¬ 
lated type as regards 
flexibility, method of 
installation, and over¬ 
all dimensions. So far 
development has been 
restricted to the sizes 
and types of cable 
normally used in 
ordinary wiring work, 
i.e. braided and com¬ 
pounded or motal 
sheathed, but atten¬ 
tion is being given to 
other types. 

In some stations 
special precautions are 
taken to prevent fire 
damage to cables, each 
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cable or group being protected by 
enclosure in a suitable arrange¬ 
ment of heat-resisting material. 

A material used frequently is 
moulded asbestos, which is ap¬ 
plied in various ways with due 
regard to the technical problems 
involved ; one of which is that 
the thermal resistivity of the pro¬ 
tective covering should be low 
enough to avoid any critical 
internal heating of the cmble 
which will decrease, in effect, 
the current rating to a beriow 
extent. The thermal resistivity 
of moulded asbestos is of the 
order of 700 thermal ohms, a 
value which may decrease the 
rating of the enclosed cables by 
about 20 per cent. ; although 
much depends on the grouping — Tkeatment of okouf of 

of the cables in the ground. If cables. {NewaiVs jnsuMton Co,) 
they are sufficiently close for 

proximity heating to occur, this will offset the effect of the moulded 
asbestos protection on the lengths of cable which normally separate 
when they are taken to the switchgear. 

The effectiveness of moulded asbestos was demonstrated by a test m 
which four different forms of the material protecting lead-covered cables, 
and one improtected lead-covered cable, were exposed to a fire. After 
nearly one hour’s heating up to a maximum temperature of about 1,100° 
F. the highest recorded temperature on a protected cable sheath was 
176° F. ; but the lead covering of the unprotected cable melted and the 
cable fired after 45 seconds. 

Moulded asbestos is applied in a variety of ways, typical examples 
being shown in Figs. 189, 190,191, and 192. 

The material is supplied in sections two of which are fitted around the 
cable and jointed with special fire-resisting cement. An alternative 
method of filing, which allows the removal of sections when required, is to 
bind the sections with nickel chromium wite. To fit round bends the 
sections are cut into afegments and suitably mitred. In general, cables 
passing through floors, and liable to be exposed to burning oil, should be 
protected up to a height of at least 18 in, above floor level. The floor 
should be sealed to prevent the passage of oil—^as shown in Figs. 191 and 
192. In addition to the wual cable clamps above floor level cables 
should be clamped immediately below floor level to prevent them slipping 
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i'; sill 


into the base¬ 
ment or cable 
tunnel should 
they be burnt 
away from their 
dividing boxes. 

Fire 

Extinguishing 
Methods and 
Media 

Despite all 
preventive safe- 
guards the 
danger of an 
outbreak of fire, 
although re¬ 
mote, is always 
present, and 
most sub¬ 
stations are 
equipped with 
some form of 
fire-extinguish¬ 
ing apparatus. 

Fires may be 

extinguished by one, or both, of two methods : first, by cooling down to 
below the point of combustion ; and second, by smothering, thereby 
cutting off or diluting^ the supply of air which supplies the oxygen 
supporting combustion. The first method is generally the most effective 
for the extinction of freely burning materials of carbonaceous nature— 
such as wood, paper, fabrics, etc. Fires in substations will not—^at least 
in the initial stages—be such as can be extinguished solely by this 
method. Generally, the second method will be ^most effective for the 
highly inflammable liquids, semi-liquids, and solids that melt and flow 
when heated, which constitute the major risks in electrical stations, as 
such substances only bum on the surface : actually it is the vapour 
given off that bums, the liquid imdemeath remains relatively cool in the 
initial stages of the fii:e. Extinguishing media effective in smothering 
the outbreak are, therefore, largely used. Some media do, of course, 
possess both smothering and cooling properties in varying proportion. 

The extinguishing m^ia used for covering electrical risks are : carbon 
tetrachloride, methyl l^mide, carbon dioxide ; foam, generated either 
mechanically or chemically ; and water, used in emulsion-forming water- 
jet installations, and in the ordinary way as back-up protection. The 


Fig. 101 .- 


-Pkotection of cable glands and cables passing 
THBOUGH FLOOR,'' (NcwalVs Insulation Co.) 
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first three are non-conductive and are 
therefore especially suitable for protecting 
equipment which cannot be made com¬ 
pletely dead immediately, or when it is 
essential to avoid switchmg-out healthy 
imits. Thus they are ideal for switchgear 
risks. 

Ga$eou.s Media 

Although with carbon tetrachloride, 
methyl bromide, and COg firi extinoti»»i. 
is effected primarily by +ae prfsence ot 
gaseous vapour heavier than aii. three 
are stored in bquid form, and are vapor¬ 
ised on being released to atmosphere. 
With carbon tetraejiloride ihc change of 
state is comparatively slow at normal 
temperatures, but when it reaches about 
77° 0., by reason of being discharged on 
to a fire, it is rapidly converted into a 
dry cohering gaseous vapour 4| times as 
heavy as air. The volume of vapour 
generated is 233 times that of the liquid 
used. The vapour blankets the fire by 
diluting or displacing the air in the immedi¬ 
ate vicinity, thereby excluding the oxygen 
necessary to combustion. Whilst this 
medium is an effective smothering agent it 
is also suitable for the extinction of freely 
burning materials if brought into action 
in the incipient stage of the fire. 

Commercial carbon tetrachloride con¬ 
tains water and other impurities likely to 



(NewalVs Insulation Co,) 


cause corrosion and have some solvent effect on insulation ; but the 


special forms developed—such as Pyrene liquid—are almost entirely 
non-damaging. The liquid remains effective indefinitely and it is non- 
conductive, which property has been demonstated—in the case of the 
Pyrene liquid—^by the extinction of an arc in a 120 kV. circuit with a hand 
extinguisher. 

Methyl bromide is a stable, colourless,.and volatile liquid with a boiling- 
point of 4’6° C. Upon release to atmosphere it rapidly evaporates to a 
fire extinguishing gas 3^ times heavier than air. It is contained in sealed 
copper or steel cylinders, with nitrogen added to increase the pressure to 
about 60 lb. per sq. in. In special instances higher pressures may be 
u^d. A jet of methyl bromide ha^ a very intensive cooling effect; the 
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low boiling-point coupled with a rather high latent heat of evapora¬ 
tion, and the wide range of temperatures involved, cause an almost 
instantaneous absorption of heat. Methyl bromide has also a com¬ 
paratively low diffusion coefficient and is, therefore, less easily affected 
by air currents. 

Carbon dioxide is contained in high-pressiu'e cylinders with specially 
designed closure valves. Under pressure in the cylinder COgis in liquid 
form, but when discharged to atmosphere expands to a gas 450 times its 
liquid capacity. A 50-lb, cylinder will produce approximately 450 cubic 
feet of gas whose weight is about If times that of air. Modem practice 
calls for the discharge of a 50-lb. cylinder in not more than a minute. 
The sudden expansion from liquid at high pressure to gas at atmospheric 
pressure naturally results in a severe temperature drop at the point 
where expansion takes place. Should this expansion occur within either 
the cylinder or the pipe leading to the discharge nozzles, the resulting 
temperature drop would be sufficient to freeze some of the COg and block 
up the outlet. To prevent this appliances are designed to discharge the 
COg in a liquid form imtil it actually reaches the discharge horn. It 
passes into the atmosphere at an extremely low temperature—so low, in 
fact, that the discharge is largely in the form of finely divided COg “ snow ” 
(see Fig. 193(6)) at a temperature of ~ 110"^ F.—and has a definite 
cooling effect. Table VII shows technical data relating to the gaseous 
extingxiishing media. 


Table Vll.— Gaseous Fire Extinguishing Media Technical Data 


Property 


Methyl 

Bromide 


Carbon 

Tetrachloride 


Carbon 

Dioxide 


Structure ...... 

Molecular weight (0—16*0) 

Specific gravity (water — 1) 

Vapour density air = 10 at N.T.P. 
Boiling-point at 760 nun. 

Melting-point ..... 

Specific heat of liquid at 0° C. cals/gram. 
Latent heat of vaporisation cal/gram. at B.P. 
Vapour pressure at 60*^ F. lb. per sq. m. 

Gas generation, cubic feet per lb. at FT.T.P. 
Inhibitory factor per cent, in dry air 
Diffusion coefficient grins./cin.*/sec./air . 
Normal pressure in cylinders, lb. per sq. in, at 


60“ F. 


CHaBr 
94*9 
1*73 
3*27 
4*5° C. 

- 93“ C. 
0*12 
62 
20*0 
3*7 
3*0 
0*097 


C CI 4 

COa 

153*8 

1 44*0 

1*63 

0*77 

5*31 

1*52 

76*7“ C. 

— 78'- C 

- 30“ C. 

— 

0*185 

0 20 

46 

90 

1*75 

810 

2*3 

8*0 

15*0 

19-29 

•076 

0*142 


50 


80 


810 


The quantity of a paictioular gas required for a given fire risk depends 
largely on its inhibitory factor, i.e. the percentage necessary to procure 
extinction in dry air (see Table VTI). In practice, kowever, a low 
inhibitory factor is not necessarily the only consideration. 
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Application of Extinguishing Gases 

Both carbon tetrachloride and methyl bromide are released fr6m the 
containers in liquid form, consequently extinction may be assisted to a 
certain extent (when the jet is directed at the seat of the fire) by the actual 
striking of the jet tending to knock the fire out. However, the more effec ¬ 
tive cause of extinction is the actual displacement of the oxygen in the 
vicinity of the fire by the heavier gas resulting from the evaporation of the 
liquid. This method of applying the liquid medium by ‘‘ direct-impinge¬ 
ment is adopted for certain fixed extinguishuig equipments, and for 
portable appliances : but with COjj it is not possible on account of the 
physical characteristics of this mediam. 

The second.method of applying gaseous media is by “ concentra¬ 
tion.” In this case a coTupartmera is flooded with a sufficient percentage 
df gas to render the atmosphere as a whole incapable of supporting com¬ 
bustion. The percentage of gas required in dry air for an efectivc 
concentration depends upon to what extent the compartment is free from 
convection currents and draughts , and the coefficient of diffiisiori of Ihe 
gas. To keep the percentage of gas released into a compartment to an 
effective minimum the ingress of fresh air may be greatly diminished at the 
moment of discharge by suitable apparatus arranged to automatically 
close all ventilation openings, or switch-off fans simultaneously with the 
operation of the extinguishing equipment. 

In certain situations, such as open switchgear galleries in a main 
substation, it is not always possible to control the ventilation, and the 
concentration method is not applicable since this depends for its effective¬ 
ness on a minimum of ventilation. To cover this type of risk the general 
practice is to use more gas than is theoretically necessary in still air, and 
by a careful disposition of the nozzles ‘‘ drown ” the affected plant in gas 
for a period long enough to secure extinction. So sucoessftil has this 
drowning method proved that its effective application to an extreme case 
—a fierce oil fire in the open air—^has been conclusively demonstrated by 
repeated tests. Figs. 193(a) and 193(6) are photographs taken during one 
test, and they reveal that, despite the unfavourable wind conditions 
prevailing at the time, rapid extinction of the class of fire illiwtrated can 
be effected by drowning if the installation is carefully plaiinpd, and a 
sufficient quantity of gas is discharged. The medium used for the extinc¬ 
tion was CO 2 which is visible in Fig. 193(6) as a cloud of finely divided 
‘‘ snow.” The shielded nozzles—or discharge horns—should also be 
noted. Methyl bromide is also used—on the dj^ct-impingement 
principle—for exterior hazards, and certain interiof hazards located in 
substations where the concentration method is inapplicable. Probably 
the success of gaseous fire extinction depends as mdph upon the installa¬ 
tion itself as on the medium used-^if not even more so. 

The gaseous extinguishing media are toxic, and may therefore consti- 




Ftg. 193._(a) Snov>s a 75 kva . tkaxsformer co^'TAI^I^^G 50 gallons of oil on fire dle to heating the oil to its 

FLASH POINT. AfTER THE FIRE HAD BEEN ALLOWED TO PERSIST FOR T^^ ENTli MINLTES CO^ W AS DISCHARGED FOR TWENTY 
SECONDS, WITH THE RESULT SHOWN IN (6) (The ai/er Kidde Company^ Limited ) 
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tute a danger to personnel using hand appliances inside a badly ventilated 
chamber or a confined space, or present in the vicinity of a fixed installa¬ 
tion at the moment when it is brought into operation either by accident, 
or as the result of a fire occurring. The potential danger of each medium 
must be considered in relation to the amoimt or concentration likely to l)e 
present at a given fire. On this basis the relative toxicity of the three 
media depends on the quantity of each that has to be discharged for equal 
results. The inhibitory factor of a gas is the percentage necessary in dry 
air to procure extiuction, and that of methyl bromide has the lowest value, 
consequently although it is, for '^qual weights, far more toxic than COg, 
there may be little difference l^etwcen the relative toxicities with the con¬ 
centrations of each requiied to effe* t extinction. In actual fire extinguish¬ 
ing the toxic effect oi the produ^tg of d^ ( omposition have also to be 
considered, in which case carbori ! etrachloride may have some ten times 
the toxicity index of methyl bromide under certain conditions. 

After gaseous media have been discharged into a closed space thorough 
ventilation is essential. If immediate attention to plant involved in the 
fire is necessary, personnel shoidd wear breathing apparatus consisting 
of a mask supplied with air from a portable cylinder. Such apparatus is, in 
any case, advisable for fire-fighting since large volumes of smoke and 
fumes may be present. 

Foam 

There are two basic types of foam for fire extinction, known as “ chem¬ 
ical ’’ foam, and “ mechanical ’’—or “ air ’’—^foam respectively. A 
chemical foam is produced by the agency of interacting chemicals, whereas 
a mechanical foam depends upon physical action for its production. 

Chemical foam consists of minute bubbles inflated with COg gas gener¬ 
ated by the reaction of acid and alkali constituents of a chemical charge. 
The gas generated provides sufficient pressure for the expulsion as well as 
the expansion of the foam. 

The bubbles 6f mechanically produced foam usually contain air instead 
of COg. No chemical action is involved, the foam-making agent being an 
inert liquid which is automatically drawn into the stream of water passing 
through a special branch pipe, and expanded into foam by means of the 
air also drawn into the appliance. The foam jet depends for its propulsion 
upon the pressure of water from a pump or hydrant. For oil fires foam 
is particularly suitable as it can be applied to smother the burning liquid : 
it floats on^ and spreads freely over, the surface, thereby excluding the 
oxygen necessary to combustion and completely blanketing the flames. 

Foam withstands great heat, and prevents re-ignition of surfaces 
already covered since it has a definite coolmg action. Although inflam¬ 
mable liquids constitute the main risks efficiently covered by foam fire 
extinguishing, the foam produced is of such a nature that it adheres to 
solid surfaces, thus forming a fire-resisting covering which definitely 
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checks the njireading of the fire by protecting the stirrounding structure or 
inaterials. Eor th(‘ licst results the foam must be of the correct viscosity. 
Foam is conductive and should not be applied by ]iand-oi>erated appli¬ 
ances to live gear ; although this may t)e permissible when it is supplied 
from a fixed installation remote controlled, and effectively earthed. 

Water 

The application of a solid water jet to an oil fire is useless as the water 
being heavier than oil sinks through to the bottom, and also splashes the 
burning surface liquid in all directions, thereby siireading the flames. The 
only method of successfully employing water is in the form of a high- 
pressure spray from specially designed discharge nozzles by means of 
which the issuing jet of water is spread out into a cone of spray of high 
velocity and momentum, The impact of the spray on a burning oil 
surface changes this into a non-burning emulsion, which consists of an 
immense number of minute oil globules each surrounded by a film of 
water, with a thin sheet of water at the surface. 

Major substations are usually equipped with water hydrants and hose ; 
but in the initial stages of an electrical fire water should not be used 
since it is sufficiently conductive to be dangerous in the presence of live 
gear. This is an important consideration when a fire involves only one 
unit, or a small section of the plant, and it is desired to avoid shutting- 
down adjacent units or sections. The use of water in these circumstances 
may cause insulation failures in healthy units, or at least put them 
temporarily out of commission. 

In the event of a general conflagration developing water may have to be 
applied. Although water is a conductor there is little risk in the use of a 
broken jet on live gear up to 600 volts. At higher voltages there is a risk 
unless the branch is a considerable distance from the live apparatus. As 
the result of tests carried out in 1933 in the presence of members of the 
Institution of Fire Engineers and the technical staff of the C.E.B. it was 
concluded that no special precautions need be taken when working at 
40 ft. or more from a 132 kV. line with nozzles having a diameter of | in, 
or less. For nozzles having a diameter of | in. or more the distance shotild 
be at least 60 ft. Thus, it is clear that water may only be used when there 
is a clear knowledge that the conditions are favourable, and suitable 
precautions are taken. 

The use of soda-acid portable extinguishers in substations should also 
be avoided since the jet is highly conductive. These extinguishers 
generally use a charge of sulphuric acid, contained in a bottle inside the 
main body of the extinguisher, which is filled with a solution of bicarbonate 
of soda. By inverting the extinguisher or, in another type, striking a 
plunger, the acid is released from the bottle and flows into the soda 
bicarbonate solution. The resulting chemical reaction produces OOg, 
sodium sulphate, and water; the CO 2 providing a pressure to throw a 



FIRE PROTECTION 


295 


30-ft. to 35-ft, jet of water containing sulphate of 
soda. Although the sulphate of soda retards com¬ 
bustion it does not take any appreciable part in the 
extinguishing of the fire, so that the extinguisher is 
simply a convenient means of obtaining a water jet. 

Gaseous Extinguishing Equipment 

The gaseous extinguishing media are used in 
hand appliances, portable, transportable, or fixed 
containers to which are attached hose lengths; or 
permanently fixed systems operated manual or 
automatic control. The oapi^^ ity of ea'^li equip¬ 
ment installed will, of course,, defHjnd on nature 
of the risk it s intended to tover. 

Carbon tetrachloride is, ir g(’neral, only used 
for hand or portable extmguishers consisting of a 
double-action pump giving a continuous jet ; or 
the contents of the extinguisher may be expelled by 
j)ressure. It is not usually employed for fixed in¬ 
stallations covering electrical fire risks. 



F'iy. 11)4 Sj<.AL*Pihiu 

I JS (i PLl'NC. 1^.11 
MECHANISM 

(The National Fire Pi o- 
tecHon Co., Ltd.) 


Methyl bromide is used in both portable appliances and fixed equip¬ 


ments—^the simplest form being a hand extinguisher of the total discharge 


type ; i.e. the entiie content of the cylinder has to bc‘ released once the 


seal is pierced. A typical seal- 


piercing plunger mechanisn is 
shown in Fig. 194. The actuating 
plunger consists of a brass body (15) 
enclosing the piercing mechanism 
(13). When this is forced upwards 
the copper sealing disc (11) is partly 
cut through and then folded back. 
As the plunger returns to its original 
position the contents are discharged 
through the orifice (12) into which 
is screwed either a jet—in the case 
of a portable appliance—or the con¬ 
nection to a pipeline, when the 
equipment is of the fixed type. 
Simfiar tyi^es of piercing mechan¬ 
isms are also used for OOg cylinders. 
Fig. 195 shows another type of ex¬ 
tinguisher head, for portable methyl 
bromide containers, which enables 
the discharge to be controlled. The 



Fig, 195.-^ “ Essex ” HxrmdtTTSHEK heau 


withdrawal of a safety pin releases {The ^^ationni Fhc Pioiection (Jo., Ltd.) 
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a spring-loaded com¬ 
bined piercer and valve. 
After the sealing disc is 
pierced the valve is 
operated by the trigger 
to control the discharge. 
The siphon tube should 
also noted. Other 
types of extinguishers, 
without sealmg discs, 
are controlled by screw- 
down valves. 

CO 2 IS also used in. 
a variety of portable 
applianc*es and fixed 
equipments A useful 
form of equipment is 
the COg hose reel m- 
stallation, an example 
of which is shown in 
Fig. 196. The cylmders 
are discharged by pull- 
mg down the levers 
shown to pierce the 
sealing discs, and open¬ 
ing the valve on the 
discharge horn. Apart from their value as primary protection in 
situations where fixed installations are not applicable, hose reels are 
oftbn employed as back-up protection to cover ^ny failure of a fixed 
equqjinent to extinguish odd spots of fire which may persist after the 
initial outbreak has been dealt with. 

Fixed installations are generally used to cover certain types of un¬ 
attended substations, and major attended substations where it is essential 
that a fire should be rapidly extinguished. Automatic control is used in 
the first case, and automatic or remote manual control in the second, or a 
combination of both, so that, for instance^ the equipment can be operated 
manually if the fire-detecting devices actuating the automatic control do 
not function before the outbreak is observed. 

With gaseous media any capacity of the equipment can be obtained 
by manifolding together the appropriate number of standard cylmders. 

Gas Installations for Minor Substations 

For small substations a single-cylinder installation often suffices. 
Fig. 197 shows diagrammatically a COg equipmenUof thii^ type. Auto¬ 
matic operation is secured .by the heat-sensitive fusible link which melts 



Fig, 196.—Hose keel COg equipment 
(Pyrene Co., Ltd.) 
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at a predetermined 
temperature, thereby 
allowing the weight 
to actuate the cutter 
valve. 

Several forms of 
fusible link are in use, 
the simplest consist¬ 
ing of a special alloy 
strip bridged by a loop 
of wire (Fig. 197). 

Another type of link, 
shown in Fig 198 (2), 
is housed in brass 
cover (1). Tlie link 
itself consists ot a 
special alloy joining 
the two slotted brass 
components which are 
attached to the ends Fkj, 197. Diacirammatic ABRANCSEMENT OF COg AI^PABATIjS 

of the flexible steel 

wires forming the release line. The tension strain of the wire is normally 
taken by short brass rods which hold the alloy strip in position. Standard 
links of the type illustrated are designed to melt at 150 and 175° F. re¬ 
spectively ; but links melting at other temperature values are also used. 

Some systems employ heat-sensitive quartz bulbs containing a special 
liquid. In normal circumstances th^ bulb acts as a member of a 
mechanical link and serves to keep the whole link in a state of equilibrium 
against the pull of the weight tensioning the line. At a predetermined 
temperature the rapid expansion of the liquid shatters the bulb, and the 
link collapses, thus allowing the weight to operate the cutter valve levers. 
The number of links used depends on the area covered by the extinguish¬ 
ing equipment. A typical fusible link line is shown in Fig. 199, which 
also illustrates the layout of COo discharge horns and pipelines. 
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Fig. 199. — CO 2 GAS extinguishing installation With fusible link lines 
(The Pyrene Co., Ltd.) 


In general, both COg and methyl bromide installations are operated on 
similar mechanical principles. Distinctive differences in design of detail 
are partly due to the particular physical characteristics of each medium. 
A three-cylinder methyl bromide equipment is shown in Fig. 200. The 
seal-piercing mechanism is of the type illustrated in Fig. 194, and at the 
top of each supporting bracket an angle piece carries a centrally pivoted 
lever whose lower end engages a catch attached to a weight. The lever 
is for the purpose of releasing the weight. Normally it is held in position 
against spring tension by the taut wires of the automatic fusible link 
operating system. Between the top portion and the levers actuating the 
seal-piercing plungers is a pair of cadmiiun-plated rods upon which the 
operating weight with its bushes and ball bearings is assembled. The 
weight is normally suspended by the catch engaged by the weight-releas¬ 
ing lever, but when the link line relaxes the weight is free to fall and, by 
impact, force the piercer spindles upwards to discharge the cylinders. 

At the bottom of the unit in Fig. 200 a switch operated by the lever 
mechanism is built integrally with the bracket. This may be used for the 
actuation of alarms, or the breaking of ventilating fan and other circuits. 
Another feature is the safety control to render the gear ihop^tive, 
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Fig. 200.— ^Methyl bbomide automatic ukit. (The,National Fire Protection Oo., Ltd.) 

thereby avoiding accidental operation when personnel are working in a 
protected compartment. 

The extinguisher units are manifolded together by a copper pipe 
system which is usually extended to form a ring main arranged and graded 
in diameter to secure the best distributipn of methyl bromide throughout 
the protected area. Within this pipeline are fitted a suitable number of 
discharge heads positioned and proportioned to obtain the optimum dis¬ 
charge. 

Various arrangements of the operating mechanisms of 00^ equipments 
are in use ; in tlmt shown in i9^ the cutter valve lever is held in a 
position of equilibrium by the firee end ot t^ fusible link line^—attached 
to the end of tfie lever—and a weight suspended from an adjacent point. 
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The lever is so positioned that it rotates to cut out the sealhag disc when 
the link line relaxes. Direct operation of the cutter valve levers is 
generally only practicable with one or two cylinder installations where 
the layout of the line is simple and straightforward. 

When it 6an be adopted, the an-angement often enables the cylhiders 
to be located at suitable points in the protected space as near as possible 
to the risk, thus shortening and simplifying the pipelines. In fact, 
distribution lines are not in some cases required as the nozzles (or npzzle) 
can be fitted to a short length hf pipe directly connected to the cylinder 
gas outlet. This applies in particular to compartments in which gas is 
used for concentration extinction—as distinct from drowning. Since the 
method consists of flooding the space with a sufficient percentage of 
gas to make the atmosphere inert the nozzles need not be of the 
directional shielded type as the points of discharge are not critical— 
within limits. 

When a bank of cylinders has to be discharged simultaneously the 
usual practice is to gang the lever weights in some way and operate the 
arrangement by a specially designed release, which is itself operated by 
the weight tensioning the link line. 


F%g. 201. — ^CO, INSTALLATION WITH DiSTHiBCTiNG VALVES. {Tfm Walter ktdde Co., Lid.) 
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Gas Equipments for Major Stations 

In large substations it is uneconomic and unnecessary to install a 
separate bank of gas cylinders for each section or compartment. A usual 
practice is to have a central battery of cylinders from which pipelines, 
each fitted with a valve manually or automatically operated, are taken to 
different sections of the plant. The storage capacity is more than 
sufficient to allow for two separate discharges to cover the worst condi¬ 
tions in the largest section of the plant likely to be involved at one time. 
A typical scheme is to divide the battery into tv^o banks, one of which is 
controlled automatically by heat-sensitive devices, oc manually, for the 
initial discharge ; the other beiitg jnanu^^lly controlled and held in reserve 
to cover any failure to evunguish the fire hs the first discharge. More 
than one battery ma}" he iustallev. vdien it is not practicable to centralise 
all the cylindejs outside the prok^cied area. 

Fig. 201 shows a CTIg batter} installation fitted with both automatic¬ 
ally and manually ojieratou distributing valves. The battery is divided 
into two banks, the 
cutter valve levers of 
the cylinders of each 
bank being ganged for 
simultaneous discharge 
by coupling the levers 
together with short 
lengths of cable and 
screw connectors. 

An important com¬ 
ponent of the central 
battery class of equip¬ 
ment is the distributing 
valve controlling each 
pipeline. Valves are 
designed to open rapidly 
to avoid any hindrance 
to the passage of the 
liquid gas, as the effect 
of a valve partially 
open when the gas dis¬ 
charge commences is to 
allow expansion of the 
medium to occur in the 
pipeline. Such expan¬ 
sion is detrimental to 
the rapid release of the 

medium to atmosphere 202.— CO 3 distbibutino valve and klec/tbic 

(especially with CO 2 ) as belease. (The Walter Kidde Co,, Ltd.) 
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there is a severe temperature droj) at the point where expansion 
takes place. Should this expansion occur within the pipeline through 
a partially open valve some of the medium may freeze, prevent the 
valve opening, and block up the restricted passage through the valve. 
The cylinders are fitted with cutter valves designed to give full bore 
opening almost instantaneously, and a siphon tube to carry the medium 
through the cylinder outlet, and into the pipeline in the liquid, not the 
gaseous state. In order to ensure that the same condition obtains with 
the distributing valves, the control system must open these either before, 
or at the same time as, the cutter valves operate. Fig. 202 shows a 
distributing valve specially designed and constructed to meet the charac¬ 
teristics of COg. The release allows the weight to fall when the automatic 
detecting device functions, or a manual control is operat/ed. The release 
illustrated is actuated electrically by the completion of a circuit energising 
a solenoid. 

Electrical Control 

In large substations an electrical control system may be installed for 
the operation of the fire-extinguishing equipment. Automatic control 
may be effected by flame- or heat-sensitive switches, or bi-metallic thermo¬ 
stats. Where exceptionally rapid fire detection is necessary a control 
device actuated by the rate of rise of the air temperature adjacent to the 
risk may be used. With electrically controlled systems the mechanism 
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for operating the cutter valve levers is also actuated by an electric release, 
which is energised simultaneously with the distributing valve release. 

A typical arrangement of a large COg battery is shown in Fig. 203. 
With this layout the battery is divided into eight sections for convenience 
of control and the cylinders are manifolded in groups so as to enable 40, 
80, 120, or 160 to be discharged into the distribution system together. 
The grouping permits each compartment to be protected by the number 
of cylinders required to adequately cover the risk—^as indicated in the 
diagram. 

The switchroom is supplied through three pipelines, each fitted with 
an automatic weight-operatt;d •val\re. Ali three valves are opened 
together by a common electric release for tripping the valve weights. 
The basement is supplied throu^ih a single jupeline and valve ; and the 
transformer chamboi's tin ough a common pipeline with a branch line to 
each. Manually operated valves aie used to select any particular trans¬ 
former chamber after the main valve has been operated by the remote 
control located in a suitable position. In the case of the transformer 
chambers and the basement, the arrangement provides for a reserve 
fimpply of gas to these risks. Any combination of the eight cylinder banks 
is available by connecting up the electric releases in the appropriate 
manner. 

Pressure Gang-release Units 

In Fig. 204 an alternative method of discharging large banks of COg 
cylinders, by pressure gang-release units, is shown. To the right of the 
main battery are three pilot cylinders of the type in which the . cutter 
valve levers are held in equilibrium by a weight and a flexible cable 
attached to the release. W^en the release is actuated—in this instance 
by the electrical control system—^the copper sealing discs of the pilot 
qylmders are pierced, and high-pressure liquid COg is admitted to pistons 
working in the long tubular cylinders shown between the pilot and mam 
gas cylinders in Fig. 204, Each of the three pistons is attached, by means 
of a flexible cable, to the ganged cutter valve levers of one of three banks 
of cylinders; which in this case are all discharged simultaneously. After 
the piston has reached the end of its stroke the COgfrom the pilot cylinders, 
used to operate it, passes by way of a connecting pipe into the manifold, 
and is discharged into the fire area—^thus fuU use is made of aU the gas 
available. Fig. 204a shows the type of cylinder head used for the battery 
in Fig. 204. At the extreme left of this batteiy are three cylinders form¬ 
ing an auxiliary bank which is controlled by its own release, the cutter 
valve levers being actuated by directly attached weights. This bank, 
although separately controlled, discharges into the main pipeline system 
for supplying hose reels, or fixed discharge horns covering a relatively 
small hazard. 

For the selective discharge of a large battery operated by pressure 
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Fig. 204. — COj battfb^ opebatkd by gang release units. (The Waltet Kidde Co., Ltd ) 


gang-releases the arrangement will be similar to that shown in Fig. 205 j 

and, assuming that the layout 



of the gas distribution system 
is identical with that in Fig. 
203, in this case the control 
switches will energise the cor¬ 
responding electric releases for 
tripping the distributing-valve 
weights simultaneously with 
the master cylinder electric 
releases. From the diagram it 
will be clear that the number 
of cylinders discharged will 
depend on which master 
cylinder releases are energised 
at the same time. With the 
particular layout shown it is 
possible to discharge 40, 80, 
120 , or 160 cylinders together 
by means of three pairs of 
master cylinders supplying 


Fig, 204a. —Cutter v auve lever control. pressure gang - release 

{The Walter Kidde Co„ Ltd.) units. 
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As it is important master cylinders 
that there should 
always be an ample 
supply of CO 2 in 
the master cyliiideis 
their weight is checked 
at frequent intervals. 

In some installations 
the master cjdinders 
are mounted as a unit 
on a scale balance, so 
that should the weight 205 rYvirAt aiu ^ngement of gang rbi^ease units 

of the combination 

drop by more titan a certain amount contacts close to energise an alarm. 

Methyl Bromide Installations 

Pig 206 shows a large methyl bromide installation suitable for the 
protection of a large substation in conjunction with selective distributing 
valves. The equipment illustrated is of the falling-weight link-line type, 
the simplicity of which is desirable for obtaining certainty of action. 
This is the advantageous feature of all mechanically operated installations, 
which are used whenever practicable as electrically operated systems 
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d) 

F^g, 207.— Fiamf-skns^pivf elb'Cthto switch. {Tho Nahonal F%re Protection Co,, Ltd.) 


require a storage battery for their operation. With some substation 
layouts, however, a fusible link-line system would be so complicated as to 
be impracticable, and an electrical scheme is preferable, since with the 
class of substation concerned a storage battery is usually available. 

The “ Essex ” methyl bromide equipment, when electrically operated, 
incorpirates certain features of particular interest. One of these is a 
flame-sensitive electric switch. Fig. 207. A link (5) of gun-cotton, or other 
inflammable material, or alternatively a composite link of fusible metal, 
holds an insulated plate (7) under spring tension. The destruction of the 
link allows the spring (6) to force the plate against the spring-loaded 
contacts (8) and thus complete the circuit. With this type of flame-detect¬ 
ing device a solenoid may be used to operate the weight retaining lever of 
a unit generally similar to that shown m Fig. 200, in which case the solen¬ 
oid armature trips the lever, and the weight descends to the bottom levers 
actuating the piercer spindles. 

An alternative method of operation is by means of the cartridge breech 
mechanism shown in Fig. 208. Affixed to the lower portion of the unit 

bracket (18) is a strong body in which are 
accommodated spring connectors (21) held 
in close pontapt with the terminals of a 
small detonator (20), above which is fitted 
a movable piston (16). Upon completion 
o£ the circuit a small wire fuses in the de¬ 
tonator, and the piston is forced upwards 
taking with it the plunger of the seal- 
piercing mechanism. Excess pressure is 
vented through a small hole (17), 

Ventilation Control 

Although control of ventilation is not 
wsential if an adequate quantity of gas is 
^ciun-ged to* compensate for wastage 
(especially when the drowping method is 
employed), wherever praotieaUe fans are 



Mg. 208.—0ASXIB1M3XI VROUAinSM 
TO WlEttAXB TIiVKOlBa 

{The NcUiarml Fire Protectton Go,, 
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switched-out and ventilators, etc., closed simultaneously with the opera¬ 
tion of the extinguishing equipment. Pivot-type windows and shutters 
in a protected space may be closed by means of pressure trips, which are 
installed in the distributing pipeline and operated by the pressure of 
the gas discharge. Shutters are sometimes fitted whicli are normally 
held open by a taut wire, which is either released by a pressui'e trip, or 
is kept taut by attachment to the link-line system and released when a 
fusible link functions, in both cases the shutters being closed by their 
own weight. Complicated arrangements are not usually justified as 
they produce an elaboration of equipment which can bo avoided by 
increasing the quantity of gas discharged. 

When methyl bromide is ap]‘Uod by mecns of jets directly impinging 
on the seat of the fire, suitably p‘noed screens enable the medium to be 
used economi<'.aUy to the best advantage, especially where there are strong 
draughts—such as would be caused by rotating machines. This class of 
plant in attended substations is not usually protected by a fixed installa¬ 
tion, reliance lieing placed upon portable extinguishers. Machines located 
in compartments of reasonable volume can be protected by the concentra¬ 
tion or drowning methods if the ventilation is controlled. 

Safety Controls 

All gas equipments are provided with means of jireventing operation 
of the discharge mechanism whilst personnel are working in the protected 
space if this is at all confined. It is also desirable that the safety device 
should be arranged for remote control from outside the space j-o that, in the 
event of an outbreak while the equipment is temporarily out of service, it 
can be brought into action after the personnel have left. In the ordinary 
way a safety catch need do no more than prevent the cutter valve lever 
weights from falling by holding the operating mechanism after it has been 
released. Thus the remote control for the safety catch will not operate 
the installation unless the fire-detecting device has already functioned, 
consequently in many cases a remote operating control is fitted, distinct 
from the safety catch control—^if used. 

Although with gas installations the danger of harmful effect to per¬ 
sonnel is always present, with methyl bromide and COg it is far less than 
has been commonly supposed in the past—^with the gas concentrations 
required for most electrical risks. However, it is as well to envisage the 
worst possible conditions which may arise when considering the precau¬ 
tionary measures to be adopted in connection with gas equipments, especi¬ 
ally in situations where the station exits are not readily accessible. 

The discharge of COg into a space is attended with considerable noise 
which provides a useful warning of what is happening, so that in situa¬ 
tions where thei^e is nothing to hinder the movements of jiersonnel the 
effect of an accidental discharge is not likely to be dangerous. Even in 
confined spaces the danger to personnel from sudden conflagrations, and 
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the resulting smoke and fumes, may be far greater than that arising from 
a temporary immersion in a gas concentration required for rapid effective 
extinction ; so that in some circumstances it may be advisable not to put 
the extinguishing equipment out of action. 

Maintenance of Equipment 

To enable work—such as testing of manual controls and releases—^to 
be carried out, gas installations are usually arranged so that the cutter 
valve levers can be rendered immovable, independently of the rest of the 
equipment, and full cylinders removed without danger of accidental dis¬ 
charge. This is necessary when cylinders have to be weighed periodically 
to check for leakage. Although there is little likelihood of leakage occur¬ 
ring a usual practice is to weigh all cylinders six months after installation 
and, if correct, follow this by weighing once a year. 

In general, 'gas is the medium usually adopted for fire protection by a 
fixed installation in small and unattended substations, but in large sta¬ 
tions both foam and atomised water equipments are also used. 

Foam Generators 

Portable chemical foam extinguishers are frequently used to cover 
small risks. This type is brought into operation by simply turning them 
upside down, or laying them lengthwise as the case may be, and, with some 
units, opening the mixing valve. These actions mix the two solutions the 
effect of which is to generate sufficient pressure to expel a stream of very 
fine foam bubbles from the jet. The capacity of the portable, type is 
obviously limited, and a further development is the foam-generating fixed 
equipment which uses water, and a single dry powder charge, for making 
foam by the action of water jets impinging on to the charge in a container. 

Water from the mains supply, or a pump drawing from a tank, is 
admitted through an inlet valve from Which it is conducted to specially 
designed nozzles inside the generator. These nozzles are fitted obliquely 
near the top of the charge, and the water is driven into the foam powder 
with considerable force. The effect of the jets on the powder is to form a 
solution, and carbon dioxide is generated, the result being the formation 
of a freely flowing foam which is projected by the pressure set up within 
the generator. The foam is delivered through rubber-lined hose—^for 
manual application—fixed pipes, or both, and is distributed on to the fire 
either by large-bore branchpipes, pouring tubes, or special discharge 
heads—according to the precise nature of the risk involved. 

A continuous supply of foam can be made available by using a pair of 
generators, recharging of one beihg carried out while foam is actually 
^scharging from the other. The method of operation is extremely simple 
and consists of opening and shutting valves in a certain sequence to start, 
or recharge, a generator. A single equipment can be used to cover a 
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number of electrical units by installing 
separate feed pipes and control valves. 

The Foam-making Branchpipe 

Mechanical foam is a modern form 
generated by a device which consists 
of a s})ecially constructed branchpipe 
coupled up to an ordinary standard 
hose length. The appliance delivers 
foam at an unprecedented rare by 
combining air from the atn osphere, 
water, and foam-makinc unpound in 
such a way as to produce an inimi Unto 
conversion. 

A knapsack'1 v] )e hrancJipipe is 
shown in Fig. 209. The ^^cuerhead A 
inc< »rporates an ejector for draw mg in 
the foam compound ; water and com¬ 
pound l)eing discharged into the foam¬ 
making branchpipe at a rate which 
ensures the correct degree of atomisa¬ 
tion. The piston effect ])roduced in 
the branchpipe draw\s in air through 
the space B provided around the 
waterhead. This air is combined with 
the water and compound streams, and 
the energy of these streams is used to Foam-maktng bravchpipe 

complete the formation of foam. The {Pyrene Co„ Ltd.) 

main water pipe is ])rovided with a 

cock C, and there is also a cock D for controlling the foam compound 
supply to vary the consistency of tlie foam being delivered. The knap¬ 
sack tank E, which is used as a container for the foam compound, is fitted 
with a quick release cover F, which permits rapid replenishment, 'fhe 
cock G on this tank enable\s the compound supply to be turned on and 
off as required. The arrangement of the controls enables the branchpipe 
to be used for foam of the required consistency, or water only. 

Foam-making branchpipes are used in various sizes delivering up to 
2,000 gallons of foam per minute. 

For the production of mechanical foam, water must he available at a 
pressure sufficient to throw the jet to the distance required ; but when 
used in a building a long jet is not essential so that in this case a reasonably 
low pressure may be used with efficient results. The foam-making 
branchpipe has also been adapted for fixtd installations. For supplying 
large-capacity branchpipe installations the foam-making compound is 
usually contained in a tank, located at a convenient point, from which 

11 
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it is withdrawn by inductors. The portable inline ” inductor (Fig, 
2ip) is simply a specially designed by-pass, with a connection to the 
c‘omi)ound tank, which utilises i)art of the energy being supplied to the 
branohpipe to draw in the compound. The multiple ” inductor shown 
in Fig. 211 enables one or more foam-making branchpipe^ to be used in 
conjunction with any fire pump. 

3Foam,-making equipments are sometimes arranged for automatic 
operation^. In the case of a foam generator using impinging water jets 
an automatic installation is brought into action by a suitable mechanism 
o]>ening the valve on the water supply. For this purpose the hydraulic 
method is probably the most widely used ; the water pressure being made 
to o])en a differential valve which is normally kept closed by some form 
of pressure balance which can be upset by the operation of a sprinkler 
detector, pneumatic or electrical release, actuated by the usual heat- or 
flame-sensitive devices. 

Fixed foam-making branch])i])e installations can also be arranged for 
automatic operation ; although, in general, remote manual control is 
satisfactory for the substations in which it is practicable to install foam¬ 
making equi])ments. For back-up protection in large attended stations 
the foam-making branchpi])e is of particular utility. 

Emulsion-forming Water-jet Equipment 

Fire extinguishing by emulsion-forming water-jets or, in short, 
atomised water, is usually restricted to major substations where very 
large quantities of oil are involved, and a reliable water supply is 
available. 

Atomised water installations are actually a development of sprinklers. 
The main pipe system supplies branchpij)es to groups of projectors 
covering the protected plant. In some installations the main pipe 
system is normally filled with water imder pressure, and the supply to 
each group of projectors is controlled by a valve which is kept closed by a 
device incorporating a heat-sensitive liquid-filled bulb until such time as 
an outbreak of fire shatters the bulb—as the result of an appropriate 
increase in temj)erature—^when the automatic opening of the valve 
releases water to the projectors. 

Since the emulsification of the burning oil depends on the water being 
discharged at considerable pressure a pump is started automatically, 
immediately the discharge commences, to maintam the requisite pressure 
in the system. The pump motor switch is closed by gravity due to the 
momentary drop in the pressure which normally keeps the switch in the 
open position. By dividing the total number of projectors required to 
covfer a large unit into several groups^each controlled by a separate valve, 
in the event of a small localisi^ fire only those projectors covering the 
affected zone will be brought into action^ thus avoiding the unnecessary 
discharge of^water. If the fire is of a general character involving the whol^ 
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of the protected 
unit or section all 
the projectors will 
be brought into 
action. 

Outdoor Installa¬ 
tions 

In locations 
where freezing is 
possible, as is the 
case with installa¬ 
tions covering out¬ 
door units, the 
outdoor pipe sys¬ 
tem is normally 
charged with air 
at low pressure. 
When a fire occurs 
a differentia] valve, 
normally kept 
closed by the op¬ 
position of air and 
Fig , 212.— Combined rom-JET inductob and ioam-makino water pressures, 
COMPOUND TANK opciis automatic- 

{Pyrene Co., Ltd.) ally with the re¬ 

lease of the air 

in the pipe system and admits water to the projectors. 

Many outdoor installations employ pilot detectors fitted to a ])ipe 
system maintained under air pressure, and independent of the pipe 
system, serving the projectors, which is normally kept dry. The pilot 
detectors are mounted in suitable positions to ensure imnxediate operation 
of at least one in the event of a fire, so that the air pressure in the pipeline 
connected to the air chanjiber of the differential valve falls rapidly and 
the valve opens to admit water to the projectors. With this arrangement 
a fire of a local nature will bring all the projectors into action ; but in the 
case of outdoor electrical imits no harmful effects will, of course, result 
from the water discharge. 

For the extinction of small oil fires, which do not warrant the discharge 
of a fi^ed equipment, special branchpipes delivering an atomised water 
spray are generally available in substations where this form of fire 
protection is employed. 
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Abnormal inHulation strosHew in trans¬ 
formers, 98, 99, 227, 228 
A.C. circuit-breaking : in gaseous dielec¬ 
trics, 25, 26, 51-65,67 ; in oil, 25, 28-49,67 
A.C. circuit-interruption : by fuses, 66 69, 
73-75 ; principle of, 18, 19, 27, 62, 67 
A.C. substations, distribution, 4-6 
A.C. Substations, transmission, .3, 4 
A.C. systems, stability of, 1 1-id, 21, 22 
A.C. voltage lontroJ (regulaiion >, 4, 5. i, 

11, 14, 87, 88, 146-184 
“ Accoson ” vajiwur pressure thenuom<*tev. 
137 

Acidity of traiisformer (ul, 119, I.>6 
Air-blast circuit-breakers, 61, 62 
Air-blast transformer cooling, 1(K», 113 116 
Air-break cir< ait-breakers : A.C., 51-65; 

arc-chutes for, 52, 54, 58, 59, 61 ; B.T.H. 
medium-voltage A.C., 55-60; bru.Mh- 

type, 52, 53 ; cathode spot omission in, 
58; D.C., 52-55, 60, 61, 213, 272, 273 ; 
electro-magnetic forces in, 53, 55, 57-59 ; 
English Electric 3*3 kV., 62-(>5 ; high¬ 
speed D.C., 60, 61, 213, 272, 273 ; high- 
voltage, 60-65 ; lino contact, 54, 56; 
magnetic blow-out effect in, 54, 58-61 ; 
magnetic blow-outs for, 52, 54, 60, 61 ; 
metallic enclosure of, 59 ; phase barriers 
for, 69 

Air-break switchgear, 69, 66 
Air-cooled transformers, 100, 113, 227, 28^2 
Air cushion in oil circuit-breakers, 29 
Air insulation, 219, 220 
All-day efficiency of transformers, 92 
Alternators : automatic voltage regulation 
of, 17, 21 ; behaviour under fault condi¬ 
tions, 15—18 ; load control of, 11—14 ; 
parallel operation of, 12, 13 ; phase dis¬ 
placement between, 12, 17 
Anodes, rectifier main, 198, 199, 202, 203 
Arc control, 23, 28, 29 
Arc-control de'^dees, 28, 36-41 
Arc chutes, 62, 54, 68, 69, 61, 77, 79 
Arc formation in dielectric gases and 
liquids, 24, 25 

Arc suppression in rectifiers, 213, 214 
Ai’C temperatui’e in oil circuit-breakers, 28 
Arcing contacts, 28, 30, 42, 62, 56, 67, 63 
Arcing horns, 39, 58, 63, 81 
Arcing in oil circuit-breakers, 26, 28, 29 
Armoured cables, 286, 286 
Arrestors, lightning, 230 
Artificial transformer cooling systems, 100, 
112-1X6 

11* 


Astatic voltage-regulating relay, 182-184 
Atomised water, 288, 294 
Atomised water fire-cxtiiiguishine equip¬ 
ment, 310-313 

Automatic \ oltagc regulation : of alterna¬ 
tors, 17. 21 ; r'lays for, 156-159, 182™ 
184 ; w'th mrluction regulators, 172, 174, 
175; with an-load tap-changing gear, 
153- with moving coil regulators, 

180, HI, 184 


B.S.l. (’lassificatiou of insulating materials, 
215, 216 

Back-up protection, electrical, 248, 267 
Back-up protection, fire, 288, 296 
Backfires, in rectifiers, 60, 196, 197, 199, 213 
Bar primary current transformers, 275, 276 
Batteries, operating, 46 
Batteries, fire-extinguishing gas, 301 •-305 
Bearn-type relays, 251 
Beard-Hunter feeder protection, 253 
Behaviour of alternators under fault condi¬ 
tions, 15-18 

Biased relays, 251, 255 258, 263-265 
Bimetallic dial thermometers, 137 
Biphase rectifiers, 192 

Blow-off forces between contacts, 27, 76 ; 

see also Electro-magnetic Forces 
Booster equipments, 14, J 59-161 ; for load 
control of interconnectors, 161 
Branchpipe, foam-making, 309 
Breakdown of gaseous dielectrics, 24 
Breathers, 118 

Bridge-type temperature indicator, 142-144 
British Electric Transformer C’o. Ltd. : her¬ 
metically sealed transformer, J()6 ; on¬ 
load tap-changing equipment, J16 ; single- 
phase OW unit, 126 ; transformer gear 
construction, 94, 95 

British Roloiherm Co. Ltd. : dial ther¬ 
mometer, 136 ; maximum and minimum 
thermometer, 139 ; rotostat, 139 
British Thomson’Houston Co. Ltd. : arc 
control breal^er, 43 ; ar<‘ funiac© trans¬ 
former, 129; cross-jet box, 44; glass 
bulb rectifier circuits, 199; high-speed 
circuit-breaker., 60 ; medium voltage air 
circuit-breaker, 66; rotary convertor 
connections, 186 ; solenoid operated arc 
circuit-breasker, 59; switch-fuse assembly, 
77 ; 33,000 kV. switchgear, 34; trans¬ 
former with Permitol dielectric,V 126 ; 
typical H.V. distributioa equipment, 46 


317 



318 


INDEX 


Bruce Peebles Co, Ltd. : motor convortor 
connections, 135 

Brush Electrical Engineering Co. Ltd. : 
three-phase oil-cooled transformer. 105, 
108 

Brush-typo air-breakers, 52, 53 
Brush-type contacts, 31, 32, 42, 52, 53 
Buchholz transformer protectors, 205“ 207 
Bulb thermometers, 137, 138 
Buried transformers, 120-123 
Busbar selectors, 51 

Busbar zone protection, 207-270 ; leakagc- 
to-framo system, 208 ; self-check instan¬ 
taneous system, 209 

Busbam : elimination of, by mesh cfinnec- 
tion, 271; insulation of, 219, 225; 
sectionalisation of, 270, 271 
Bushing Ciiirrent transformers, 44, 243, 270 
Bushings, 220- 224 ; condenser, 224 ; mam 
insulation of, 222 224 
Butt-typi> contfl<‘ts, 31, 32, 40. 42, 40, 50, 
70, 79 


('ables, tire protection of, 285-288 ; by 
moulded asbestos, 287 
Cables, fire-resisting, 280 ; qualities of 
armoured, 285, 280 
Capacitor voltage transformers, 279 
Carbon dioxide fire equipment, 295-308 
Carbon dioxide fire extinguishers, 288-293 
Carbon tetrachloride filled fuses, 72-74 
Carbon tetrachloride fire equipment, 295 
Carbon tetrachloride for fire extinguishing, 

, 289, 291 

Cathode-spot emission from circuit-breaker 
contacts, 25, 20, 58 

Cathode-spot temperature in rectifiers, 198 
Cartridge fuses, 66-72, 70-80 ; A.C. circuit 
interruption by, 07-09 ; current restric¬ 
tion by, 08, 09 ; delayed failui-e of, 69 ; 
elements of, 67, 68, 70-72 ; high-voltage, 
06, 71, 72 ; mechanism of fusion, 06-69 ; 
operation indicators used with, 72 ; solid 
fillers for, 00, 07, 09, 70 ; switch-tripping, - 
78, 79 

Cellular-type switchgeew, 49 
Chimney coolers, 110 
Chlorinated diphenyls, 124, 125 
Circulating current protection, 249, 262, 203 
Circuit-breakers (see also under Air-break 
and Oil): dissipation of fault energy by, 
18, 29, 59; electro-magnetic forces in, 
27, 33, 34, 38, 48, 63, 55,67-69 ; “ loop 
circuit in, 27, 33, 63, 66, 67, 69; operating 
batteries fdb, 46 ; requirements of, 18, 
.23, 36 

Circuit-breaking, principles of, 18, 25-r27, 
62, 67 

Circuit making, 23, 26, 28, 34, 46, 48, 66, 
67; on A.C. short-circuits, 46, 48, 56, 57 
Classes of insulating oil, 119, 136 


Classes of insulation, 216-219 
Commercial life of transformers, 97 
Compensated voltage transformer, 278 
Concentration method of gaseous fire- 
oxtinguishing, 291, 307 
Condenser bushings, 224 
Conduction ; in dielectric gases and 
liquids, 23, 24 ; in insulating oil, 24 ; in 
metals, 23 ; of heat in air and oil films, 
102 ; of heat in transformers, 101-104 
Connections, transformer, 127, 128, 192, 
195, 208, 209 
Conservators, 118 
Contact resistance, 30, 31 
Contactor-type arcing contacts, 50, 76, 79 
Contacts: air-blast breaker, 62 ; arcing, 
28, 30-32, 41, 52, 53, 56, 57, 63 ; blow-off’ 
forces Vietween, 27, 76 ; brush, 31, 32, 
42, 62, 53 ; butt, 31, 32, 40, 42, 49, 56, 
76, 79 ; carbon arcing, 52, 53 ; contactor- 
type, 56, 76, 79 ; De-ion grid, 39, 40 ; 
force to operate oil circuit-breaker, 49 ; 
frictional characteristics of oil circuit- 
breaker, 49 ; high-voltage air-break, 63 ; 
line, 31, 54, 55; multiple, 57, 68, 76; 
pin-type, 57, 58 ; plugging, 32, 49-51 ; 
pressure of, 31, 56 ; rod-and-socket, 42, 
49 ; silver-plated (faced), 32, 49, 58 ; 
thermal capacity of, 30, 32, 56 ; tungsten- 
faced, 32 ; wedge-and-finger, 31, 39, 42, 
49 ; welding of, 31, 32, 34, 65, 56 
Continuous maximum rating of trans¬ 
formers, 97, 99, 103, 133 
Control grid of rectifiers, 199, 211-213 
Conversion equipment, protection of, 271 
Cooling coils, water, 117 
Cooling ducts, transformer, 92, 93 
Cooling equipment for transformers : 100, 
106-118; control of, 138, 139, 145 
Cooling of furnace transformers, 131 
Cooling of rectifiers, 199-201, 206, 208 
Cooling of transformers, 92-125, 131 ; air- 
blast, 100, 113-116; artificial, 100, 112- 
116 ; classes, 100 ; mixed, 100, 104, 108, 
110, 112-115; natural, 100, 105-108, 
110; theory, 101-103; water, 100, 116 
Core-balance current transformers, 244, 254 
Core construction, transfoimer, 89, 91 
Core cooling ducts, transformer, 96, 96 
Coro insulation, transformer, 89, 94, 96 
Core plate insulation, transformer, 94, 96 
Core temperature, transformer, 94-96 
Corrugated transformer tanks, 106, 121 
Cossor, A. C., db Son {Thsrmometers) Ltd* : 
“ Accoson ” vapour pi'essure thermometer, 
137 ; mechanism of V.P. thermometer, 
138 ; V.P. thermometer dial, 140 
Cross-jet box -oil circuit-breaker, 42 
Cross-jet explosion pot, 40, 41 
Cubicle-type switchgear, 49, 219, 2^7 j 
air-break, 66 / 

Current rertriction by o<irtridge fuW* 68,69 
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Current set tings of overeuri'eni relays, 
240-242 

Current transformers, 274r~276 ; bar prim¬ 
ary, 275. 276 ; Inishing, 44, 243, 276 ,* 
core balance, 244, 254 ; danger of open- 
circuiting, 274 ; distributed air gap, 
250, 253 

Dashpot time-delay devices, 238, 239, 260 
D.C. circuit-breakers, 52, 53, 60, 01, 271- 
273 ; high-speed, 60, 61, 213, 272, 273 
1).(\ circuit-breaking, principle of, 25, 52 
D.C. protection of rectifiers, 60, 273 
I).(\ reverse current protection, 272, 273 
1>.C. suVistat ions, (i, 7 
De-ioii grid oil circuit-breaker, 40 
Deionisation in eucuit-breakeiK, 26, 29 ; 

in dielee,trie iK|uids and gases, 23, 24 
Deionising effect are ehiitrs. 54 
Detachable radiator f(>r 1 rnnsidrmers, 
106-108, 114.115 

Dial therrnoineteri-, Hotcthenn, C>7 
Dielectric liquids and gases : conductio*) in, 
23, 24 ; deionisation of, 23, 24, 26 ; 
ionisation of, 23, 24, 26 ; thermal 

ionisation of, 26, 28 

Dielectrics : see under Insulation and Oil 
Differential protec-tion, 249, 250 
Direct imping(‘ment method of gaseous firo 
extinguishing, 291, 307 
Directional overeuneiit relays, 245-247 
Directional protection, 245 -247, 260 
Dissipation of fault energy by einmit- 
breakers, 18, 2*9, 59 

Dissipation of heat from transformers, 92, 
93, 123, 124 

Discrimination of protective systems, 237- 
239, 247, 259, 260 
Distance protection, 252 
Dihtributed-air-gap transformers, 25(), 253 
Distribution substations, 4-6 
Distributing valves for fire-extinguishing 
gas batteries, 301-303 
Division of load between interconnected 
stations, 13, 14 

Double-tank transformer unit, 122-124 
Drainage of oil released in substations, 284 
Drowning method of gaseous fire extin¬ 
guishing, 291, 307 

Dry (air-cooled) transformers, 100, 113, 
114, 227, 282 

iJurasteel Roofs Lid. : fire protection panel¬ 
ling, 283; seetionalising partitions for 
transformer station, 284 

Earth-fault protection, 242-245, 260-262, 
268, 269, 271 ; by core balance trans¬ 
formers, 244; by residual current 
method, 243 

Karth'^kage protection, 242, 281 (see alfto 
under Earth-fault); fire risk from 
, Ineffective, 280, 281 


Earthing device for transformers, 233 
Earthing of networks, 232, 233, 261, 280, 
281 ; of transformers, 127, 233, 261 
Electrical strength of insulation, effect of 
temperature on^ 98, 99 
Electro-magnetic forces in circuit-breakers, 
27, 33, 34, 38, 48, 53, 55, 57-59 
Electrostatic shielding of transformers, 228, 
229 

Elimination of harmonics in rectifier out¬ 
put, 214 ; in transformers, 127 
Emulsion-forming water-jet fire equipment, 
288, 294, 310-312 

End turns, leinfor ement of transformer, 
2*28 

j Knifush K(€4:tric Co. Lid. : air-break circuit- 
, breaker. 64 ; automatic induction regula- 
{ tor, J171 ; de-ion grid contact, 38, 
40; induction regulator, 163, 164, 169; 
oil-immersed switch-fuse, 83, 84 ; on-load 
tap-changing tiansfonncr. 111; 33,000 
volt circuit-breaker, 39 ; twin voltage 
regulator, 168 

Excitation of rectifiers, 197, 198, 200 
Explosion pots, 36-41 ; oil-blast, 37, 38 ; 

cross-jet, 40, 41 \ 

Expulsion fuses, 75, 80 82 ; as isolating 
links, 81, 82 

Fabricated insulations, 216 -219 
Failures of oil circuit-breakers, 30, 281 
Fan speed control air-cooled rectifier, 201 
Fault current limitation, 1, 5, 8, 18, 88, 89 
236, 270 

Fault current, stresses due to, 18, 20, 88, 98 
219, 236, 276 

Fault energy dissipatecl by circuit-breakers 
18, 29, 69 

Faults ; caused by defective instrument 
transformers, 234, 276 ; effect on system 
stability, 15, 16 ; origin of, 20 
Feeder protection, 250-258 
Ferranti., Ltd. : automatic moving coil 
regulator, 178, 179; induction disc 

motor (M.C. regulator), 182 ; moving 
coil voltage regulator, 180, 181 ; surge 
absorber, 233 

Ferranti-Hawkins feeder protection, 253, 
254 

Fillers for cartridge fuses, 66, 67, 69, 70 
Fire, causes of, 280-282 
Fire detection devices, 296, 297, 302, 306 
Fire-extinguishing equipment (see also 
under Gaseous); atomised water, 288, 
294, 310-313 ; carbon dioxide, 295-308 ; 
carbon tetrachloride* 295; foam, 288, 
293, 294, 308 t- 310; methyl bromide,- 
288-293, 296, 296, 298, 299, 306, 306 ; 
soda-acid, 294 ; water, 288, 294, 295 
Fire protection of cables, 2^5-287 
Fire protection panelling, 283 
Fire-resisting cables, 286 
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Fire-resisting armoured cables, 286, 286 
Fire risks, 1, 4, 36, 114, *126, 280-286 
Fire sectioning, 282-284 
Fireproof constructionu. of buildings, 286 
Flashovers of rotary convertors, prevention 
of, 60 

Flux density of transformers, 89-91 ; 
effect on dimensions, 89, *90 ; effect on 
losses, 89-91 

Foam fire-extinguishing equipment, 288, 
293, 294, 308-310 
Foam generators, 308 
Foam-making branchpipes, 309, 310 
Forced oil circulation in transformers, 101, 
104, 114, 118 
Frequency control, 22 
Frictional characteristics of contacts, 49 
Furnace transformers, 6, 128-131 ; cooling 
of, 131 ; voltage control of, 6, 129-131 
Fuse-isolating switches, 81, 82 
Fuses (see also under Cartridge, Expulsion, 
Liquid-filled, and Oil-immersed) : A.C. 
circuit interruption by, 66-69, 73-75; 
for discriminative protection, 66, 234, 
238, 239, 269, 262, 272, 273; overload 
protection by, 67 ; porcelain, capacity of, 
66; short-circuit protection by, 68; 
switch-tripping, 78-80 
Fusible link fire detectors, 296, 297 
Fusing factor, 67 


Gaseous fire-extinguishing equipment, 295- 
308; automatic control of, 302, 303 ; 
electrical control of, 302, 303, 306 ; for 
major substations, 301-307 ; for minor 
i^bstations, 296-300 ; heat-sensitive de¬ 
vices for, 296, 297, 302, 306 ; mainten¬ 
ance of, 308 ; safety controls for, 307 ; 
ventilation control with, 291, 298, 306 
Gaseous fire-extinguishing media, 288-293 ; 
application of, 291, 293 ; toxic effects, 
291, 293, 307 

Gases in oil circuit-breakers, 28 
General Electric Co, Ltd. : biased induction 
relay, 266 ; expulsion fuse, 75 ; fuse and 
automatic isolating switch, 82 ; isolating 
switch-fuse (expulsion type), 81; ’ line 
contact circuit-breaker, 64; reactors, 
concrete type, 236 ; reactors in grid sub¬ 
station, ^31 ; rectifier exitausting equip¬ 
ment, 207; rectifier, steel-clad, 201 ; 
i*elay, biased induction, 266 ; water- 
cooled rectifier, 203, 205 
G.E.C. biased differential feeder protection, 
266-267 

Geneva gear of tap-changers, 151, 152 
Grading of system insulation, 230 
Grid control; appamtus for rectifier, 211- 
213; principle of, 211 
Grid-controlled rectifiers, 210-214 


Grid potential, control of, 211-213 
Grids, in rectifiers, 199 

Hackbridge Electric Construction Co. Ltd. : 
buried type transfonner, 107 ; double 
tank buried type transformer, 123, 124 ; 
oil-cooled transformer unit, 114; on¬ 
load tap-changing equipment, 112, 120 ; 
radiator-cooled transformer equipment, 
116 ; ‘‘ Serck ’’-type cooler, 113 ; trans¬ 
former cooling coil, 121 ; transformer 
cooling system, 122 ; transformer core 
construction, 91; transformer with “ A ”- 
typo cooler, 110 ; winding temperature 
indicator, 143 

Harmonics, elimination of : in rectifier out¬ 
put, 214 ; m transformers, 127 
Heat conduction in air and oil films, 102 ; 

in transformers, 101, 102 
Heat dissipation from buried transformers, 
123 ; from transfoVmers, 92, 93 
Heating of transformers, 92, 101, 102 
Hermetic sealing of transformers, 119, 
121-123 

Hewittic Electric C'o. Ltd. : glass bulb 
rectifier substation, 198; rectifier sub¬ 
station, 198 

High-speed D.C. breakers, 60, 61, 213, 272, 
273; protective systems, 3, 18, 248, 249 
High-voltage air-breakers, 60-66 
High-voltage fuses : cartridge, 66, 71, 72 ; 
expulsion, 75, 80-82 ; liquid-filled, 72- 
76 ; oil-immersed, 75, 82, 83 
Horizontal draw-out isolation, 49-51 
Hottest-spot temperature in transformt'r 
windings, 100, 132, 135 


Ignition of rectifiers, 197, 198, 200, 203, 
204, 206 

Impedance protection, 262 
Impedance voltage, transformer, 86, 87, 89 
Impulse oil circuit-breakers, 42—46 
Impulse voltage protection, 227-233 
In-phase voltage control of interconnectors, 
10 , 11 

Induction disc motor, 181, 182 
Induction regulators, 14, 161-176 ; appli¬ 
cations of, 169, 170, 172, 173 ; applied 
to tap-changing equipment, 160, 151 ; 
automatic control of, 172, 174, 176 ; 
operating mechanisms, 167-169 ; single¬ 
phase, 163-166, 173; three-phase, 163, 
164, 166, 167, 174 
Industrial substations, 6-7 
Instantaneous protection, 236, 237 
Instrument transformers, 234, 273-279 
Insulating materials, 215-219 ; B.S.I. blassi- 
fication, 216, 216 ; impregnation of, 216 
Insulating oil: acidity of, 119, 136; 
classes of, 119, 136; conduction in, 2^; 
sludge formation llS«t 4tf * 
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Insulation : air, 219, 220; busbar, 219, 
226 ; bushing, 222-224 ; effect of tem¬ 
perature on transformer, 97-99 ; failures, 
20 ; failures of transformer, 226 ; grad¬ 
ing of system, 230 ; machine winding, 
210, 220; of transformer laminations, 
89, 94, 96 ; overvoltage tests of, 234, 
235 ; power-factor tests of, 235 ; resist¬ 
ance test, 236 ; stresses in transformers, 
98, 227, 228; switchgear, 224, 226; 
transformer, 97-99, 225-227 ; treated 
wood, 218, 219 

In ter-tripping of transformer brea^cecs, 
259, 266 

Interconnected-star transformer, 128, i61 
Interconnected stations, 13, 14 
Interconnection of power bystems, 9-11 
Intercorinectors, 9 11, 14 ; load control 
10, 11, 14, 16i, M 

Interlocking of switchgear, 51, 78, 83, 2 t4 
Internal isolation, 60 
Interphase transfoiiiiei, 209, 210 
Inverted operation of rectifiers, 214 
Isolating methods, 49-51, 66, 81, 83, 84; 
horizontal draw-out, 49-61 ; internal, 
60 ; vertical drop-down, 49, 60 
Isolators : air-break, 49, 81 ; oil-immersed, 
49-61, 83 

Johnson LtO. . uir-broak switch 

fusegear, 79 ; detachable radiator type 
transformer, 109 ; gilled tube type trans¬ 
former, 109; high rupturing capacity 
fuse, 78 ; oil-break switchgear with trip¬ 
ping fuses, 80 ; transformer core con¬ 
struction, 90 

Kiddff Walter, (Jo. Ltd,: COg discharge and 
fusible link lines, 298 ; cutter valve lever 
control, 304; distributing system for 
COji equipment, 300 ; electric release for 
COa distributing valve, 301 ; fire extinc¬ 
tion demonstration, 292; gang-release 
COa 304 

Leakage-to-frame busbar protection, 268 
Life of transformers, 97 
Lightning arrestors, 230 
Lightning, surges due to, 20, 21, 227-229 
Limitation of fault current, 1, 6, 8, 18, 88, 
89, 236, 270; of transformer short- 
circuit current, 88 
Line contact air-breaker, 64, 65 
Line contacts, 31, 64, 66 
Line-Hrop compensator, 156, 172 
Liquid-mied fuses, 72-75, 80 
Load angle, 16, 21 ^ 

Load control of alternators, 11-14; of 
mferconnectors, 10, 11, 14, 161, 161 
Load stability, 21, 22 
Xjong and Crawford oil switch fuse, 107 
** Loop ” circuit in circuit-breakers, 27, 33, 
63, ^6-68. 


Magnetic blow-out effect in air-breakers, 
54, 68-61 

Magnetic blow-outs, 52, 64, 60, 61 
Measurement of transformer temperature, 
102, 136; apparatus for, 137-144 
Mechanical strength of transformer insula¬ 
tion, 97, 98 

Mechanical stresses in transformers, 98 
Mercury-arc rectifiers, 6, 7, 190-214 ; arc 
suppression in, 213, 214; backfires in, 
60, 196, 197, 199, 213; biphase, 192; 
cathode spot temperature, 198; control 
of grid potential in, 211-213 ; cooling, 
190-201, 206, 208; electrical theory, 
iJJ, 193 ; elimination of harmonics in 
oatpul. 214 ; glass bulb, 200, 201 ; grid- 
{ contr<»Med, 210, 211-214; ignition of, 
197, 198, 200, 203, 204, 206 ; interphaso 
transformer for, 209, 210 ; inverted 

operation of, 214 ; main anodes of, 198, 
199, 202, 203 ; methods of water cooling, 
206, 208; multi-anode, 194, 195, 208, 
209 ; operating characteristics, 196, 197 ; 
overlap effect on output voltage, 193, 
196, 196; physical theory, 190-192; 
positive space charge m, 193, 194, 199; 
protection of, 200, 201, 213, 271-273 ; 
piimpless steel-clad, 201-203 ; trans¬ 
former connections, 192, 196, 208, 209 ; 
vacuum pumping equipment, 204, 206 ; 
voltage regulation, 195, 196, 212, 213 ; 
water-cooled steel-tank, 203-208 
Morcury-in-steel thermometers, 137, 138 
Mercury switches, 153, 182 
Merz-Price feeder protection, 263 
Mesh-connected substations, 271 
Metalciad switchgear, 4, 49-51, 225, 268, 

I 276, 277 ; aii'-break, 69 
Methyl bromide fire equipment, 296, 296, 
298, 299, 305, 306 

Metropolitan- Vickers Electrical Co. Ltd.: 

! air circuit-breaker, 63 ; Bucliholz pro¬ 
tector, 265, 266 ; cross-jet oil circuit- 
breaker, 41, 42, 43 ; directional over- 
current relay, 246 ; impulse breaker, 47 ; 
induction overcurrent relay, 240 ; over¬ 
current relay, induction, 240; relay, 
directional ovemurrent, 246 '; relay, in¬ 
duction overcurrent, 240 ; 33,000 kV, 

equipment, 36; winding temperature 
indicator, 143 

Mixed cooling of transformers, 100, 104, 
108, 110, 112-116 
Motor convertors, 6, 188-190 
MouldiKl eisbestos fire protection of cables, 
28t 

Moving coil regulators, 14, 161, 162, 176- 
180 ; astatic voltage relay for, 182-184 ; 
automatic control gear for, 180, 181, 
184 ; induotion-diso motor drive of, 181, 
182; mercury switches for control of, 
182 ; operating mechanism, 179,180, 182 
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Multi-break oil circuit-breakers, 34 
Multiple contacts, 57, 58, 76 

National Fire Protection Co. Lid. “ Essex ” 
extinguisher head, 296 ; flame-senaitiv^e 
electric switch, 306 ; fusible link, 297 ; 
methyl bromide automatic unit, 306; 
plunger mechanism for extinguisher, 296 
Natural methods of transformer cooling, 
100, 105-108, 110 

Natural oil circulation in transformers, 

100, 103 

Neutral point earthing, 127,232,233,261,280 
Neutral point earthing reactor, 233 
NewalVs Insulation Co, : floor sealing 
arrangements, 289 ; methocl of protecting 
cable glands, 288 ; moulded asbestos fire 
protection installation, 286 ; moulded 
asbestos protection for small cables, 287 
Non-inflammable Ailing media for trans¬ 
formers, 124-126, 226, 282, 286 

Off-load tap-changing, 123, 146 
Oil blast explosion pots, 37, 38 
Oil break low-voltage switch-fusegear, 79, 
80 

Oil circuit-breakers : air cushion in, 29 ; 
arc control in plain-break, 28, 29 ; arc 
products in, 26, 28, 29 ; arc temperature 
in, 28 ; arcing contacts, 28, 30-32, 42 ; 
compressed air operation, 44 ; cross-jet 
box, 42 ; De-ion grid, 38^-40 ; deionisa¬ 
tion of gases in, 26, 29 ; electro-magnetic 
forces in, 33, 34, 38, 48 ; explosions in, 
30, 281 ; failures, 30, 281 ; impulse, 42- 
46 ; main contacts, 28, 30 ; mechanical 
stresses in, 29, 30 ; medium-voltage, 31, 
32, 61 ; methods of isolating, 49-51 ; 
multi-break, 34 ; operating batteries for, 
46 ; operating mechanisms, 34, 44, 46, 
48, 49; operating times, 237, 248; 
performance of, 26, 33, 37 ; plain con¬ 
tacts, 28, 30--32 ; shrouded contacts, 28, 
36, 37 ; single-break, 34, 41, 42 ; speed 
of break, 32, 33, 48 

Oil circulation in transformers: forced, 

101, 104, 114, 118; natural, 100, 103 
Oil coolers, transformers, 100, 107, 108, 

110, 116 

Oil deishpots, 238, 239, 260 
Oil droiinage in substations, 284 
Oil films, hei^t conduction in, 102 
Oil fires, 1, 4, 36, 114, 126, 280-286 
Oil-immersed fuses, 76, 82, 83 
OiUimmersed isolators, 49-5,1, 83 
Oil-immersed switch-fuses, 80, 82-84 ’ 

Oil released by explosions, control of, 284 
On-idad tap-changers, 3, 4, 8, 14, 87, 146- 
156, 161, 196, 281; automatic control of, 
153-164; operating mechanisms, 160- 
163 ; remote electrieal control of, 153- 
166; schematicarraflgeiBents of, 147-150 


Open-type switchgear, 4, 49 
Operating times, circuit-breaker, 237, 248 
Origin of faults, 20 
Outdoor bushings, 220-224 
Over-temperatui*e protection of trans- 
formers, 135, 141 

Overcurrent protection, 141, 237 242, 244, 
247, 259-262, 267, 271 
Overcuirent relays : adjustment of settings, 
241, 242 ; directional, 245-247 ; earth- 
fault protection hy, 242-245 
Overlap of conducting anodes in rectiAoix, 
193, 195, 196 

Overload protection by fuses, 07 
Overspeed device, 273 
Overvoltage tests of insulation, 234, 235 
Overvoltages, transient, 20, 21, 227-230 

Parallel feeder protection, 257, 258 
Parallel operation of generators, 11-13 
Parallel winding tap-changing scheme, 147 
“ Permitol dielectric, 126 
Phase-angle control, 11, 14 
Phase displacement between alternators, 
12, 17 

Plugging contacts, 49-61 
Positive space charge in rectiAers, 193, 194, 
199 

Potential transformers, 270-279 
Power-factor tests of insulating media, 235 
Power transformers ; air-cooled, 100, 113, 
114, 227; all-day efficiency of, 92; 
buried, 120-123 ; commercial lile of, 97 ; 
connections, 127, 128 ; continuous maxi¬ 
mum rating of, 97, 99, 103, 133 ; cooling 
(see under Cooling of Transformers) ; 
cooling ducts, 92, 93 ; core constmetion, 
89, 91 ; core cooling ducts, 95, 96 ; core 
insulation, 89, 94, 95 ; core temperature, 
94-96; double-tank buried, 122-124; 
earthing of, 127, 261 ; fault protection, 
268-267 ; flux density, effect on losses, 
etc., 89-91 ; heating of, 92, 101, 102 ; 
hermetically spaled, 119,121-123; hottest 
spot winding temperature in, 100, 132, 
136; impedance voltage, 86, 87, 89; 
impulse voltage protection of, 227 -233 ; 
insulation, 97-99, 226-228; insulation 
deterioration with temperature, 97-99 ; 
insulation stresses, 98, 134, 227, 228 ; 

losses, 85, 86, 8^93 ; magnetising cur¬ 
rent, 85-88 ; mechanical stresses in, 98 ; 
methods of operating, 134, 135 ; non- 
inflammable filling media, 124, 125, 226 ; 
non-inflammable liquid-filled type, 125, 
126; oil circulation in, 100-104, 114, 
118; operation by thermal capacity, 
133, 134; Over-temperature protection, 

135, 141 ; permissible oil temperatures, 

136, 136; permissible overloads, 133, 
134; penni^ilald temporatdre-riseB, 99, 
100; reinforcetn^t of end-tnrn insula- 
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tion, 227, 228 ; relation of oil to winding 
temperature in, 140, 141 ; self-inductance 
of, 86, 88 ; tap-changing, 87, 88 (see also 
under Off-load and On-load); tempera¬ 
ture distribution in oil-immersed, 103 ; 
temperature limits for, 132; theory of, 
86, 86 ; transformation ratio, 86 ; turns 
ratio, 86; with detachable radiators, 106- 
108, 114, 115; with corrugated tanks, 
106, 121 ; with plain tanks, 105 ; with 
separate oil coolers, 107, 108, 110; with 
tubular tanks, 105, 106 
“ Prospective ” current, 68 
Protection (see also under Protect iv^ 
systems) : back-up, 248, 267 ; Biichhol? 
transformer, 265-267 ; bu«b« zone, 26V- 
270 ; by fuses. 66-68, 234, 238. 289, 

262, 272, 273; circulating ^'UFTont, /I9. 
262, 263; ^^0 »version plant, 271-^73; 
differential, 249, 9%); directional, 245- 
247, 260 ; distance, 252 ; earth-iault, 
242-246, 260-262, 268, 269, 271 ; fecdc r, 
260-268; forms of, 237-239; imped¬ 
ance 262 , impulse voltage, 228-233 ; 
instantaneous, 236, 237 ; over-tempera¬ 
ture, 136, 141 ; overcurr-ent, 141, 237- 
242, 244, 247, 269-262, 267, 271 ; over- 
speed, 273 ; parallel feeder, 257, 268; 
rectifier, 200, 201, 213, 271 ^273 ; time- 
graded, 238, 247, 248 ; transformer, 135, 
136, 141, 268-267 ; voltage transformer, 
75, 234, 277 

Protective systems (see also under Trans 
former protection) : B.T.H. self-com- 
pensating feeder, 254, 266; Beaxd- 

Hunter feeder, 253 ; discrimination of, 
237-239, 247, 259, 260; Ferranti- 

Hawkins feeder, 263, 264 ; G.E.C. biased 
differential feeder, 266-267 ; high-fre¬ 
quency feeder, 252 ; high-speed, 3,18, 248, 
249 ; leakage-to-frame busbar, 208 ; 
locking, 251, 262 ; Merz-Price feeder, 
263 ; methods of stabilising, 238, 249, 
250, 261, 262i i270 ; self-check instan¬ 
taneous busbar, 269 ; stability of, 237 ; 
time-graded, 238, 247, 248 ; “ Translay,” 
267, 263-266 

Pyrene Co, Ltd, : QO^ gas extinguishing 
installation, 298; foam-making branch- 
pipe, 309 ; four-jet inductor equipment, 
312; inline inductor, 310, 311 

Quality tests of insulation, 234 
Quenchol liquid fuse, 74 

Radiator-type oil coolers, 115 
.Reactors* 18, »236; effect on restriking 
voltage, 19, 20 ; neutral point earthing, 
233 < 

Recovery voltage, 17 ^ 

RecttOers, see under Mercury-arc 


Reinforcement of transformer end-turn 
insulation, 227, 228 

Relays : beam-type, 251 ; biased, 251, 
256-258, 263-266 ; directional, 245-247 ; 
earth-fault, 242-245 ; overcurrent, 239— 
242, 247 ; vibrating reed, 254 ; voltage- 
regulating, 155, 156, 182 
Residual current earth-fault protection, 
242, 243 

Resonant shunts, 214 

Hestriking voltage, 19, 20, 27, 33 ; effect 
on cirouit-breaker perfonnance, 27, 33 ; 
factors influencing value of, 19, 20 
Rf vers0 current protection, D.C., 272, 273 
B ng-b>’lb type winding temperature indi¬ 
cator ’44, 145 
Hjng->iuiin switchgear, 50, 82 
Rotarj^ (‘onvertors, 185-188 ; prevention of 
flashovers, 60 ; voltage control of, 187 
Rotating convertors, protection of, 271 -273 
“ Kototherm ” dial thermometer, 136 

Safety controls for gaseous fire eriuipnients, 
307 

Scott connection, 128 
Self-check busbar zone protection, 269 
“ Serck "-type cooler, 113 
Shielding of transformers, 228-230 
Short-circuit stresses, 1, 18, 20, 88, 98, 219, 
236, 276 

Shrouded contacts, 28, 36, 37 
Silver plating of contacts, 32, 49 
Single-break oil circuit-breakers, 34, 41, 42 
Single-phasing with fuse protection, 78 
Sludging of transformer oil, 118, 119, 136 
Soda-acid fire extinguishers, 294 
Spark gaps, protective, 230-232, 279 
Sparkover : in gases, 24 ; in oil, 24, 25 ; 

of system insulation, 230 
Speed of break in oil circuit-breakers, 32, 
33, 48 

Stability of A.C. systems, 14, 15; transient 
conditions, 14-18 ; load, 15, 21, 22 
Standard voltages, 2 
Stl^tter switchboard, 33 
Statutory voltage limits, 9 
Steady-ritate stability, 21 
Stress-controlled transformer insulation, 
228 

Substations : classes of, 2, 3 ; D,C., 6, 7 ; 
distribution, 5, 6 ; indujjtrial, 5-7 ; main 
distribution, 4, 5; traction, 7, 272; 
transmission, 3, 4 
Surge absorbers, 232 
Surge div^ertors, 231, 232 
Surge protection of D^c^iflers, 271, 272 
Surges, 20, 21, 227, 229, 272, 273 ; effect on 
tronsfonner windings, 227-^230 
Switchgear ; cellular, 49 ; cubicle, 49, 219, 
277 ; cubicle-type air-break, 66 ; insula¬ 
tion, 224, 226 ; interlocking, 61^ 78, 83, 
234; metalclad, 4, 49-51, 226, 268, 276, 
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277 ; metalclad air-break, 59; open- 
type, 4, 49 ; ring-main, 50, 82 ; truck- 
type, 5, 49, 219 ; truck-type air-break, 65 
Suntchgear d* Cowans^ Ltd, : high-voltage * 
liquid fuse, 73 ; ring-inaiii unit, 60 
Switch-fusegear : automatic, 78--82 ; blow- 
off forces, in, 76 ; contacts of H.R.C. air- 
break, 76, 79 ; for overhead distribution, 
80-82 ; high-ruj)turing-capacity, 76-80 ; 
interlocking of, 78, 83 ; low-voltage oil- 
broak, 79, 80 ; oil-immersed, 80, 82-84 ; 
requirements of H.R.C., 76 ; with 

tripping fuses, 78-80 
Switch-tripping fuses, 78-80 
Switching transients, 20, 21 

Tables : J.—Performance of model’ll type 
O.C.B. with explosions pots, 26 ; Tl.— 
Types of transformer cooling, 99 ; HI.- ~ 
Mixed cooling of transfoimers, 100 ; IV. 
—Cooling of type ON/OFB transformer, 
45,000 kVA., 104 ; V.— Temperature 

limits for transformers with class A 
insulation, 132 ; VI.— Operating times of 
typical circuit-breakers, 237 ; VII.— 
Gaseous tire-extinguishing media tech¬ 
nical data, 290 

Tap-changers, see Off-load and On-load 
Tap-changing, principles of transfonner, 
87, 88 

Temperature distribution in oil-immersed 
transfoimers, 101, 103 
Temperature-gradient in transformers, 101, 
102, 104, 140 

Temperature limits for transformers, 132 
Temperature-rises, B.S. for transformers, 
99 

Tenninal bushings, 220-224 
Thermal ionisation of dielectric gases, 26, 28 
Thermal resistivity of soil, 123, 124 
Thermometer-type winding temperature 
indicator, 14?, 143 

Thermometers for transformers : Bimetallic 
dial Rototherm ”), 137 ; mercury-in¬ 
steel bulb, 137,138; vapour pressure bulb, 
138 } with control contacts, 138, 139 
Thermostatic control of transformer cool¬ 
ing, 138, 139 

Time-graded protective systems, 238, 247, 
>248 

Toxicity of lire-extinguishing gases, 301, 
307 

Traction substations, 7, 272 
Transmission substations, 3, 4 


Treated-wood insulation, 218 
Transformer protection, 268-267 ; Buch- 
holz, 265-267 ; circulating current, 262 ; 
delayed action devices for, 259, 260; 
directional, 260 ; earth-fault, 260, 261 ; 
fuses for discriminative, 269, 262 ; im¬ 
pulse voltage, 227-233 ; inter-tripping, 
269, 266 ; overcurrent, 259-261 ; over¬ 
temperature, 135, 141 ; “ Translay,” 

263-265 

Transformers, see under Current, Furnace, 
Power, and Voltage 

Transient overvoltages, 20, 21, 227-230 
Transient stability, factors affecting, 14-18 
“ Translay ” protective system, 257, 263- 
266 

Truck-type switchgear, 5, 49, 65, 219 
Tungsten-faced contacts, 32 

Vacuum pumping equipment of rectifiers, 
204, 206 

Vapour pressure thermometers, 138 
Vibrating reed relays, 254 
Voltage control : alternators, 17, 21 ; 

booster equipment for, 14, 159-161 ; 
distribution, 4, 6, 9, 146, 162, 163, 170, 
172, 173 ; furnace transformers, 6, 129- 
131 ; induction regulators for, 14, 161 
176; interconnectors, 10, 11, 14, 161 ; 
moving coil regulators for, 14, 161, 162, 
175-180 ; on-load tap-changers for, 3, 4, 
14, 147-153, 161 ; radial networks, 9 ; 
rectifiers, 195, 196, 212, 213 ; rotary 
convertors, 187 ; transformers, by prim¬ 
ary tappings, 87 ; transformers, by 
secondary tappings, 88 ; transmission, 3, 
9, 146, 161 

Voltage regulating relays, 155-159, 182 
Voltage transformers, 276-279 ; capacitor, 
279; compensated, 278; connections, 
277, 278 ; protection, 76, 234, 277 

Water-cooling coils, 100, 117 
Water coolmg of transformers, 100, 116, 
117, 131 

Water for fire extinguishing, 288, 294, 310- 
313 

Water-jet fire equipment, emulsion-forming, 
288, 294, 310-313 ; outdoor, 312, 313 
Winding temperature indicators, 141-146 ; 
bridge type, 142-144; ring-bulb type, 
144, 146 ; thermometer type, 142, 143 
Winding-to-oil temperature relations in 
transformers, 140, 141 




Only a few reiKesentative types can be 
illustrated here, but almeit every 
switehaear requirement ean be met from 
our extensive ranee. 

We aim bt very bleb ideals of business 
equitabiiity. 

Always we strive to Improve designs and 
methods of eonstruetion by the practical 
application of up'tO'^the'minute technical 
progress. 

Our prices are as economical as is con¬ 
sistent with high standards of quality. 

Whilst we do not subscribe to the adage 
“The Customer is always right” we 
certainly do ensure that the Cuttomer 
is always satisfied. 


J. G. Statter ft Co. Ltd. 

m VICtORIA ST., LONDON, S.W.I 







SUBSTATION 



Cable Racks and Cleats Transformer Kiosks 
complete • Busbar supports and equipment • 
Fuse boxes, ironclad and insulated • Terminal 
boxes for multicore control cables • Supporting 
ironwork and expanded metal screens * Sealing 
Ends for all types and voltages, for indoor and 
outdoor use, for solid and gas-filled cabled ° 
Multi-way Link or Fuse Panels of Unit Construction, 
Tail-less or Tail type, for low and medium 
voltages' • Dividing Boxes for vertical, horizontal 
or inverted mounting, and of right angle pattern, 
for voltages up to 11,000, arranged for bolting tq 
. swittdtgear or transformers if desired ° A wide 
variety of Dividing jBoxes for pressures above 11 kV 
.._L- 


CALLENDER’S CABLE & CONSTRUCTION CO. LTD 
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EQUIPMENT 



FULIi PARTICUIiARSt ON REQUEST 


HAMILTON HOUSE. VICTORIA EMBANKMENT, E.C.4 


Bronchtt Bvirywh^e 
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A largt Hackbndge trans- 
former on the test bed. 



ALMOST A QUARTER CENTURY has 
AA gone since the first Hackbridge 
" ^ transformer left the test bed. Since 
then they have passed in their thousands, 
the facts and figures of their design con¬ 
tinuously checked and proved, providing a 
sound basis for further development. 

To-day HACKBRIDGE can with complete 
confidence undertake the building of trans¬ 
formers of capacities as high as 100.000 
kVA. of any type and for the highest service 
voltages, in the knowledge that they have 
done It all before ^Eind that their designs 
are FOUNDED ON FACT. 



HACKBRIDGE ELECTRIC CONSTRUCTION CO., Ltd. 

WALTON-ON-THAME$. SURREY 

Tthpkone : W<fftpn-oti-Thamks 76P (B tktes) Teiegrams : **Ehctric^ Waftothon-thaims ** 


328 












a 


o''* speed wifh 



MORRISFLBX Flexible Shaft 
trqurpment. REX Rotary l=iles 
and Cutters, and MORREX 
Rotary Wire Brushes are un¬ 
equalled for cutting, filing, 
grinding and polishing com¬ 
ponents of Aluminium, Elek- 
tron, Non-Ferrous Alloys 
and Ferrous Metals. Metal 
cleaning is done with speed 
and efficiency, and for re¬ 
moving paint and rust, 
for sanding and polishing, 
MORRISFLEX Equipment is 
ideal. Overhead Suspension, 
Bench and Ffoor-type Ma¬ 
chines are available, with 
an extensive range of REX 
Rotary Files and Cutters. 
Write for complete lists. 


B. O. MORRIS LTD. 

SHIRLEY, BIRMINGHAM 

Telephone : Shirley 1237 
Telegrams: “ Morrlsflex, B’ham” 











THE IDEAL FIRE PROTECTION 
for SUBSTATIONS 





THE PYRENE 

GREAT WEST ROAD - 

T«fephone: EALING 3444 (|4 lhi«) 


FB2 '‘PYRENE’* Foim-milkint Branch Pipe. \ 


COMPANY LIMITED 

BRENTFORD o MIDDLESEX/ 

Tthgram i •' PYRENE ” RRENTFORD 






Where 

D,C. 

is best 


A WIDE ra^ of applications exists where DIRECT 
CURRHMT is either essencial 'or the most desirable 
form of electric powet. For all such purposes HEWITTIC 
RECTIFIERS have proved the ideal converting plant. 
Simple, reliable, easily installed, operating unattended 
(even for the largest installations), highly efficient even at 
low loads (and therefore economical), requiring negligible 
maintenance, the HEWITTIC RECTIFIER is the perfect 
link between A.C. supply and D.C. application—modern as 
the hour yet backed by over 30 years of rectifier experience. 

WHAT ARE THESE D.C. 

. APPLICATIONS? 

d'c Strongly holds the field wherever the fine 
speed control and special torque characteristics 
of the D C motor are best for the |ob—m 
all classes of electric traction, for cranes and 
hoists, for driving printing and paper machinery 
and various types of machine tool, rolling mill 
plant, etc It Is essential for the operation 
of magnetic plant, chucks, separators, etc , 
for the operation of D C cinema arcs, for 
charging batteries for electric vehicles and 
emergency lighting There is Hewittic 
equipment to meet all these and other 
D C applications. 

0 

OVER 500,000 kW IN WORLD¬ 
WIDE SERVICE 





HEWiniC ELEaRIC COMPANY LTD. 

' WALTON-ON-THAMES, SURREY 

feleftlione; Walton-on-Tharm (8 lines)/, Telegrams: "Hewiqlc, Walton-^n-Thames,' 
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THE 

COMPLETE SUBSTATION 

by J. & P. 






A view of an industrial Substation with a L V Cubicle Switchboard onlhe left and 
at the far end, H.V. Switchgear on right — cubicle type incoming from supply 
authority and truck type for consumer Condensers In centre of room, with 
tripping battery cabinets beyond 10,000 kVA of transformers con^e^ted, these 
being in bays outside in units of 1,000 kVA. Fire-flghting (CO 2 ) equipment Installed 

This contract also Included the supply, laying, jointing of all power and lighting 
cables within the substation, and from the substation to the large factory which it 
serves The whole equipment was manufactured at our works at Charlton 

JOHNSON & PHILLIPS LTD. 


CHARLTON 


LONDON, S.E.7 


8 Telephone . Greenwich 32+4 (13 lines). Telegrams : "Juno," Charlton, Kent. 






Cbh mercury-arc 

jih; rectifiers 


lit**'!.. 


STEEL-TANK 
WATER-COOLED TYPE 

♦ + 


•*4 : I 



ALL THREE 

TYPES 

Entirely BTH Manufacture 

No other Company has 
had greater experience 
in the manufacture of 
RECTIFIERS 
of all three types 


BTH 


STEEL-TANK 
PUMPLESS 
AfR«COOLEQ 
— TYPE 


BTH SUBSTATION EQUIPMENT 

includes the electrical equipment for 
automatic, semi - automatic, or manually 
operated traction or industrial substations 
with rectifiers, motor-converters, rotary- 
converters, or motor-generators ; as well 
as indoor or outdoor transformer sub¬ 
stations at the highest voltages. 

• • • 

BTH products range from turbo-alternators and 
all kinds of heavy electrjc plant to Mazda lamps, 
and Mazdalux lighting equipment. 


THE BRITISH THOMSON -HOUSTON CO.„ LTD., 

CPowN Honst H i. 
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For 

Efficient 

Fire 

Protection 

in 

E]Li:€TBI€AL 

HAZARD!^ 


Consult the 
Specialists 
in 


€ARBOM 

DIOXIDE 


The 


WALTER KIDDE Co. Ltd. 

IVOItTH6l,T - MIOOLESEX 




SWiTCH STATiOfsi 


POW E R STATION 


BUSBARS 

they property 

PROTECTED? 

METROVICK “BUSLAY” 
PROTECTIVE SCHEMES 
suit them all. May we help to 
solve your particular problem ? 






# 
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. and these are the best 


CONDUCTORS 


Products of Comimnios who have specialised 
for over 60 years in the manufacture (d all 
classes of conductors for electrical equipment 


Sjewo^ 


\v 









IMSULATED 

CONDUCTORS 

(For Coils of all types) 

COTTON, SILK, PAPER, 
ENAMEL, GLASS. -ETC. 

THE lX>NDON ELECTRIC WIRE 
COMPANY A SMITHS Umittd 

Church Road, Leyton, London, 
EJO 


BARE CONDUCTORS 

WIRES. STRIPS, RODS, BARS, etc.. In COPPER, 
CADMIUM-COPPER and BRONZE 

FREDERICK SMITH A COMFAHY 

(/ncarporoicd m TAc London Elmctric Wiro Compony 
and Smithe Limited) 

Anaconda ^orke, Salford, $, Lance 


CABLK & FLEXIBLES 

RUBBER, PA$ER and CAMBRIC INSULATED 

fdvmifooL euxtric cable 
LHerTED 

Lbmemo tmoi Boatto, tdvmrpoat, SO 


$36 
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THE FIRE PROTECTION 
OF ELECTRIC CABLES 

AND STEELWORK CONSTRUCTION 
WITH MOULDED ASBESTOS 

Every Electrical Engineer should read this te^hical treatise, 

0 A FREE COPY OF 

THIS BOOKLET will be forwarded to 

you on request^ 


WASHINGTON 

STATION 




CO. DUtHAM 







METHYL 

BROMTOE 

cotndndiig endorsement 
from a satisfred user... 

• . .in connection with the outbreak of fire which occurred at 
our Works when Oil Cooling Tanks containing 8 oo-gaIlons of 
oil caught alight, we would explain that the Fire Extinguishers 
were not brot4ght into use by our Fire Fighters cn these Tanks until 
S^minutes after the actual commencement of the fire^ and by that 
time the dames from the tanks seemed almost uncontrollable^ but 
immediately on bringing the Extinguishers into use the flames 
began subsiding and within lo-seconds effectively quenched the fire 
from the Tanks completely. We are glad to say the Department 
was able to resume work within 3 -hours of the outbreak. . . . 

. . . Our experience with your Methyl Bromide Extinguishers 
has proved them most efficient, safe and reliable and we feel 
sure that any firm purchasing one of these for their premises 
will find them most satisfactory and of excellent performance.” 

4 

The name and locality where the above incident occurred are omitted 
for security reasons 
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FIRE PROTECTION 

COMPANT UAUTID RICHMOND 


Fire Protection Engineers 
and Consultants 














